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PREFACE. 



These notes on Dynamo Design are not intended to super- 
sede the more complete handbooks on the special branch of 
electrical engineering of which this is only a part. In the 
forthcoming new (seventh) edition of the Author's Dynamo- 
Electric Machinery many other examples of design will be 
found. The present short work, intended primarily for the 
Author's own students, is purposely confined to continuous- 
current generators. As it will be used by engineers, chiefly 
in Great Britain, in her Colonies, and in the United States, 
the calculations and data have been expressed in inch measures. 
But the Author has adopted throughout the decimal subdivision 
of the inch ; small lengths being given in mils, and small areas 
of cross-section in square mils*, or, sometimes also, in circular 
mils, to suit American practice. 

In the section on Armature Winding Schemes special at- 
tention is given to series-parallel windings, and to the doctrine 
of the "equivalent ring." 

The Author's grateful acknowledgments are hereby given 
to various manufacturing firms and engineers who have sup- 
plied him from time to time with drawings and information that 
is made use of in this work, and in particular he is indebted to 
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vi Dynamo Design. 

the Oerlikon Machine Works, Messrs. Ernest Scott and Moun- 
tain, the Allgemeine Elektrizitats-Gesellschaft, Messrs. Brown, 
Boveri & Co., the General Electric Co. of Schenectady, Messrs. 
Kolben & Co., the English Electric Manufacturing Co., the 
Electric Construction Co., the International Electrical Engineer- 
ing Co., to La Compagnie de Tlndustrie filectrique, of Geneva, 
to the British Thomson-Houston Co., to Mr. H. F. Parshall, 
and last, but not least, to Mr. A. C. Eborall. 

He also acknowledges the substantial help rendered by 
his assistants, Mr. F. I. Hiss and Mr. E. W. Short, in calcu- 
lation and tabulation, and in the preparation of cuts. 

It is impossible to conclude these acknowledgments without 
a reference to the sudden and premature decease, while this 
work is passing through the press, of Professor Sidney H. 
Short, whose name occurs several times in its pages. The 
strong simplicity which characterized the machinery of his 
design was a reflex of the personal qualities which endeared 
him to many friends in the circle of electrical engineers on 
both sides of the Atlantic. 

SILVANUS P. THOMPSON. 

Technical College, Finsbury, Lx)ndon. 
November, 1902. 
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DESIGN OF DYNAMOS. 



CHAPTER I. 

DYNAMO DESIGN AS AN ART. 

Dynamo Design is an art not to be acquired without prac- 
tice and experience; and like other branches of engineering 
design it reposes upon certain fundamental scientific principles. 
These can be laid down definitely, and taught with precision. 
But in the application of them in design to meet the varied 
needs of an ever expanding industry there is wide scope for 
choice and for individual preference. Time and experience 
have indeed taught the general lines along which dynamo de- 
sign must proceed. But no one yet ever designed a successful 
dynamo by mere rules. A grasp of principles, electrical and 
mechanical ; a knowledge of machinery and its construction ; 
an acquaintance with the successful forms that exist; and a 
perception of the reasons why they are successful; — these and 
many other things are requisite in the designer who is to pro- 
duce machines that will hold their own in the competition of 
to-day. 

In his treatise on Dynamo-Electric Machines the author 
has treated the subject broadly, and with some reference not 
only to the historical evolution of the various types of machine, 
but also to the abstract theory which must be acquired if a 
thorough grasp of the subject is to be attained. But there 
are many engineers who have followed some course of in- 
struction in the theoretical part of the sciences of magnetism 
and electricity, who yet have no knowledge of the way in 
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which that theory is applied in dynamo design. The imme- 
diate end and aim, therefore, of the present book is to give 
to such a working insight into the procedure of dynamo design 
•as carried out in recent years for the construction of continu- 
ous current dynamos of modern type. Considerations of space, 
and the desire not to enter too far upon the topics treated 
of in the author's other works, Dynamo-Electric Machinery, 
Polyphase Electric Currents, The Electromagnet and Elemen- 
tary Lessons in Electricity and Magnetism, have determined 
him to confine the present publication strictly to the design 
of Continuous Current Generators, and of these to treat only 
of the principal kind, leaving aside small machines, and special 
types such as arc-lighting machines. These are treated of 
in his larger work on Dynamo^Electric Machinery, To that 
work those readers are referred who, for want of previous 
general acquaintance with the subject, find the considerations 
laid down in the following chapters to assume points that 
are not familiar to them. The Author assumes, indeed, that 
his reader has some acquaintance with such matters as ele- 
mentary magnetism and the magnetic properties of iron, per- 
meability and hysteresis. He also assumes a general knowl- 
edge of electric conduction and insulation, and of the elements 
of electrical measurement. 

The present work does not go into the theories of armature 
winding, nor into the practical modes of carrying it out in 
the shop. For these also he refers the reader to his larger 
treatise. 

After all, however fundamental the necessity of scientific 
principles, sound theories, and rules derived from the experi- 
ence and practice of others, dynamo design remains an art. 
It needs the eye to see, as well as the mind to understand. 
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CHAPTER II. 

MAGNETIC DATA AND CALCULATIONS. 

All dynamo design is based upon a knowledge of the mag- 
netic properties of iron and steel. During the past twenty 
years thousands of brands of various qualities have been sub- 
jected to test as to their magnetic properties by scientific au- 
thorities, and there exists an extensive literature on the subject. 
The principal thing to know is the appropriate density of 
the magnetic flux, and the amount of excitation required to 
produce it, in any given specimen. In this book the letter ft 
is used to denote the magnetic flux, that is to say, the total 
number of magnetic lines, carried by any iron core. If the 
area of section of this core is denoted by the letter A, the 
density of the magnetic flux will be equal to N -^ A. When 
the sectional area is given in square inches the letter used 
to denote the flux-density (i.e. the number of magnetic lines 
per square inch) is B. In cases where the area is given in 
square centimetres, the letter used for the flux-density will 
be o&. The magnetizing forces required to excite any re- 
quired flux-density in the magnetic circuit of a dynamo are 
obtained by causing an electric current to circulate around 
the iron core. It is found that the magnetizing force thus 
produced is proportional both to the amount of current (i.e. 
the number of amperes) so flowing, and to the number of 
times it circulates around the core (i.e. the number of turns in 
the magnetizing coil). In other words, the magnetizing force 
is proportional to the number of ampere-turns. For brevity 
we sometimes describe the total number of ampere-turns of 
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circulation of current around a core as ''the excitation" It 
goes without saying that the higher the flux-density required, 
and the greater the length of the iron through which the 
magnetic flux is to be driven, the greater is the amount of ex- 
citation needed. To drive a magnetic flux through air requires 
a much greater amount of excitation than is required for an 
equal flux-density through an equal length of iron. The coef- 
ficients used in calculating air-gaps are mentioned on p. 28. 
In treatises on theoretical magnetism it is usual to describe 
magnetizing forces in terms of a theoretical unit (derived 
from the Centimetre-gramme-second system), which is such 
that if applied to an air-core one centimetre in length it would 
produce a flux-density of one line per square centimetre. The 
usual symbol for denoting the theoretical value of magnetiz- 
ing forces in terms of this unit is 3C. For example, suppose 
it was stated that the magnetizing forces were such in some 
case that 3C == 50, this would mean that they were so strong 
that if applied to a layer of air i centimetre thick they would 
produce in the air a flux-density of 50 lines per square centi- 
metre. If applied to an equal length of iron, the resulting 
flux-density ^ would be immensely greater, since iron is much 
more permeable magnetically. The ratio of ^ to OfC in any 
anaterial is called its permeability. The magnetic properties 
of iron, and the variations of its permeability, may be de- 
scribed in various ways by statistical tables, derived from ex- 
periments. But for practical purposes it is far more conve- 
nient to exhibit them by means of magnetization curves, that 
is, curves connecting the amount of flux-density produced in 
the material with the magnetizing force necessary to produce 
it. Moreover, as the ratio of the former to the latter is a 
measure of the permeability of the material with which we 
have to deal, and we might use this ratio to estimate the 
amount of magnetism that would be produced in a given 
material by the action of a definite magnetizing force or vice 
versa. In commercial work, however, it is found more con- 
venient to dispense altogether with the permeability in mag- 
netic calculations, and to work directly with the ampere-turns 
required per unit length of material in order to produce a 
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Magnetic Calculations. 5 

definite flux-density in it. For instance, we know^ that the 
magnetizing force 3C is related to the ampere-turns per centi- 
metre of length by the equation : 

^ _ 4^CS 
10/ ' 

where C is the current in amperes, S the number of turns and 
/ the length in centimetres. Transposing, we find that the 
number of amper'e-turtis per centimetre of length will have 
the value 

L 4 TT 

And, as i inch = 2 • 54 centimetres, wie shall have for the 
number of ampere-turns' per inch length gf material, the value 

/ 47r 

Hence, if we have already got, for any specimen of iron, the 
curve connecting S& and X, we can at once change the X values 
for the more convenient ampere-turns per inch by changing 
the scale of the abscissae; the point, for example, marked 50 
on the 5C axis will now read loi on the scale of ampere-turns 
per inch. 

Such a set of curves, connecting the flux-density in lines 
per square inch with the ampere-turns required per inch of 
magnetic path, in diflferent materials is given in Plate I. The 
cuiive marked I. is for armature sheet, and represents this 
material as supplied by Messrs. Shaw, of Middlesboro*. Curve 
11. represents the cast steel for dynamo purposes made by 
Messrs. Edgar Allen, of Sheffield. Curves III., IV. and V. 
are for good wrought iron, malleable cast iron and good cast 
iron, respectively. In the drawing office each dynamo designer 

* Readers who desire further information about magnetic units and their 
measurement should refer to the Author's Elementary Lessons in Electricity and 
Magnetism, or to his treatise on The Electromagnet. In the latter will also be 
found an account of the various methods of measuring the magnetic qualities of 
iron. 
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ought to provide himself with similar curves for the particular 
brands of iron and steel which he uses. All the good makers 
of iron and steel for dynamo purposes will furnish curves for 
the materials which they produce. The additional curves given 
in Fig. I relate to wrought iron when worked at very high 
flux-densities ; one is due to Mr. Parshall, the other relates to 
Messrs. Sankey's special quality of armature stampings. Such 
curves find their principal application in calculating the ampere- 
turns required for the teeth of slotted armatures, which are 
frequently worked at very high flux-densities ; but they must 
be used with caution, on account of the limited amount of 
knowledge at present available on this subject. Mr. H. S. 
Meyer gives measurements^ on a sample of still higher quality. 

Barrett^ has recently found that a particular steel contain- 
ing 2\ per cent, of aluminium, made by Hadfield, of Sheflield, 
has a higher permeability than any known brand of wrought 
iron. 

Looking at the curves of Plate I., one sees that if one wishes 
to know, for example, how much magnetizing force is required 
to produce a flux-density of, say, B = 100,000 lines per square 
inch, in wrought iron, one follows out the curve of wrought 
iron up to the level of 100,000, and then dropping perpendicu- 
larly on to the horizontal scale one observes that it will require 
y2t ampere-turns per inch length of the iron. 

Example. — Find the number of ampere-turns of excitation necessary 
to drive a flux of 12,000,000 lines through a cast-iron yoke, the cross- 
section of which is 300 square inches, and the length 17 inches. Since 
300 square inches carry 12,000,000 lines, the flux-density B will be 
40,000 lines per square inch. Reference to the curve for cast iron on 
Plate I will show that this will require 77 ampere-turns per inch ; and 
as the iron is 17 inches long the answer is 17 X 77 = 1309 ampere-turns. 

Further examination will show that though for flux-den- 
sities below 85,000, mild cast steel is less magnetizable than 
wrought iron, yet at higher flux-densities the mild steel is 

^ Elektrot. Zeitschrift, xxxv. 769, September 12, 1901. 
* See Journ. Inst. Elec. Engineers, xxxi. 709, 1902. 
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8 Dynamo Design, 

equally good or even better. Being cheaper, it has cotne very 
largely into use for dynamo magnets and pole-cores. Though 
called "mild steel," it is in reality very nearly pure iron, as it 
contains only about o * 2 per cent, of carbon, and is incapable of 
taking a temper. 

For an account of the various methods of measuring^ the 
magnetic qualities of iron, and for detailed information as to 
the newest kinds of iron and magnet steel, see the author's 
treatise on The Electromagnet. 

Sheet iron often shows very different qualities in different 
parts of the same sheet. According to Rohr,^ parts near the 
edges of the sheet are often better annealed than parts from 
the middle. Repeated annealing tends to make any sample 
more homogeneous magnetically. The most homogeneous mag- 
netic material hitherto produced is annealed cast steel. 

Heat wasted in Cycles of Magnetisation, — It has long been 
known that when iron is subjected to rapidly recurring mag- 
netization and demagnetization, or to an alternating magnetiza- 
tion, it becomes hot. This heat so wasted in the iron is due to 
two causes, (i) hysteresis, (2) eddy-currents. 

Hysteresis is a species of magnetic fatigue which wastes 
energy at every reversal of the magnetization, particularly in 
all hard kinds of iron and steel. To minimize this source of 
loss the cores of armatures must be made of material which has 
as low a hysteresis as possible. 

Eddy-currents are currents induced in the substance of the 

^Consult also the following works: — 

Ewing J. A., various papers in the Philosophical Transactions of the Royal 
Society in the years 1885 to 1894. A full resume is given in his book Magnetic 
Induction in Iron and other Metals. London, 1894. 

Hopkinson, Dr. J., papers in the Philosophical Transactions of the Royal 
Society, 1885 to 1895. Those of chief importance are reprinted in his Original 
Papers (1901), vol.' i. 

Du Bois, H. J. G., Magnetische Kreise, deren Theorie und Anwendungen. 
Berlin, 1894. 

Jackson, Dugald C, Electromagnetism and the Construction of Dynamos 
(Macmillan). 

Farshall, H. F., Electr'.c Generators, London, 1900; also Proc. Inst. Civil 
Engineers, cxxvi. May 19, 1896. 

Schmidt, Dr. E., Die Magnetische Untersuchung des Eisens. Halle, 1900. 

^Elektrot. Zeitschr., xix. 712, 1898. 
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iron core itself by the magnetic changes. They can be reduced 
indefinitely by laminating the cores, rwhich are built up of thin 
sheets of iron or of a special soft steel ; the usual thickness being 
from 25 to 40 mils thick, though in some cases core-sheets as 
thin as 15 mils {= about o* 6 millimetre) are employed. 

Calculation of Heat-Waste in Iron Cores, — The energy lost 
per cycle depends not only upon the nature of the material 
but also upon the degree to which the magnetization is carried 
in each cycle — in fact upon the amplitude of the cycle. The 
loss of energy per cycle is more than proportionally great; 
doubling ^ more than doubles the energy loss per cycle. 

Mr. C. P. Steinmetz^ has given the following law connect- 
ing the hysteresis loss h in ergs per cubic centimetre of iron per 
cycle and the flux-density 06. He finds that 

where ^ is a constant, called the hysteretic constant, depending 
upon the kind of iron. This law is true for cycles performed 
either slowly, or as rapidly as 200 per second. The following 
table gives the hysteretic constant rj for different materials^ 
when ordinary frequencies are employed. 

From experiments with actual transformer plates, at n cycles 
per second, the hysteretic loss, in watts per cubic inch of iron, 
was found to be 

W;, = 083 X ^ X « X B** X Io-^ 

In Fig. 2 there have been plotted the hysteresis losses in 
watts per pound of iron, at a frequency of 30 cycles per second, 

^ Amer. Inst. Ele<;, Engineers, Jan. 19, 1892; Electrician, Feb. 12, 19 and 
26, 1892. The exponent is not always exactly i*6: it varies between i 'S and 1*9. 

' For particulars of Ewing's Magnetic Tester for measuring Hysteresis in sheet 
iron, see Inst. Elec. Engineers, April 25, 1895; also Electricians, xxxiv. 786. To 
reduce these values from ergs per cubic centimetre per cycle to the more ordinary 
value in watts per pound of iron at 100 cycles per second, multiply by the factor 
0.000589. Barrett finds the values for Swedish charcoal iron, for Sankey's "Lohys" 
iron, and for aluhiinium-iron to be respectively 0*38, 0*32 and 0*23 watts per 
pound, with a maximum flux-density of 4000 lines per square centimetre. 
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for different values of the flux-density (in British measure). 
The iron is here taken to be of an ordinary good quality. 




Digitized by 



Google 



Magnetic Calculations, ii 

TABLE I. — Hysteretic Constants for Different Materials. 



Material. 


Hysterfedc 
constaht if. 


Material. 


Hysteretic 
constant 1}. 


Very soft iron wire . . 
Very thin soft sheet iron . 
Thin good sheet iron . . 
Thick sheet iron . . . 
Most ordinary sheet iron . 
Sankey's Lohys iron . . 


•002 

•0024 

•003 

•0033 

•004 

•0012 


Soft annealed cast iron . 
Soft machine steel . . . 

Cast steel 

Cast iron 

Hardened cast steel . . 
Barrett's aluminium-iron 


•008 

•0094 

•012 

•016 

•025 

•00068 



Similarly, Fig. 3 gives in the form of a graph the losses, 
by hysteresis, in watts per cubic inch of laminated iron, such 
as is used in armature cores ; the curve in this case being plotted 
for one cycle per second, the corresponding flux-densities 
being given per square inch. 

Example. ^-Find the power wasted by hysteresis in the core-body 
of the 8-pole dynamo, page 146, assuming B = 65,000, the total volume 
of the iron being 16320 cub. inches, and the frequency of the reversals 
ao cycles per second. 

TABLE II. — Waste of Power by Hysteresis. 



Per square centi- 
metre. 


B 

Per square inch. 


Watts wasted 

per cubic inch at 

X cycle per 

second. 


Watts wasted 

per cubic foot at 

10 cycles per 

second. 


Watts wasted 
per cubic foot at 
100 cycles per 
second. 


4,000 


25,800 


0-0023 


40 


400 


5,000 


32,250 


00033 


57*5 


575 


6,000 


38,700 


0*0043 


75 


750 


7,000 


45.150 


00053 


92-5 


925 


8,000 


51,600 


00064 


III 


mo 


10,000 


64,500 


00090 


156 


1560 


12,000 


77.400 


OOII9 


206 


2060 


14,000 


90,300 


OOI51 


262 


2620 


16,000 


103,200 


o*oi86 


324 


3240 


17,000 


109,650 


00228 


394 


3940 


18,000 


116,100 


0*0282 


487 


4870 
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Table II. gives the number of watts wasted by hysteresis in 
well-laminated soft wrought iron when subjected to a succession 
of rapid cycles of magnetization. 

To facilitate calculations, Table III. gives the number of 
watts wasted per cubic inch per cycle for three different values 
of the hysteretic constant. 

TABLE III. 



Lines per square inch. 


Watts wasted per cubic inch of iron per cycle per second. 


B 


1? = 0002. 


V = 0003. 


V = 0*004 


40,000 


0*003829 


0005767 


► 0007658 


50,000 


0*005478 


0*008280 


0010956 


60,000 


0*007320 


0*011080 


0014640 


70,00b 


0*009345 


00 14090 


0*018690 


80,000 


0*011586 


0*017455 


0023172 


90,000 


0013993 


0*021082 


0*027986 


100,000 


0016666 


025000 


0*033333 


110,000 


0019322 


0*029100 


0*038644 


120,000 


0*022094 


0*033425 


0044188 


130,000 


0025248 


0*038025 


0*050496 


140,000 


0028386 


0*042750 


0*056772 



These values are plotted in the curves of Fig. 3. For other 
frequencies the values must be multiplied simply by the fre- 
quency. 

Besides the hysteretic loss in iron plates, there is also a 
loss due to eddy-currents in the iron. This loss varies as the 
square of the thickness of the iron, the square of the frequency, 
and the square of the flux-density. There has been obtained by 
calculation the formula 

W, =: 40-64 X /' B" ft" X 10-", 

We being the loss in watts per cubic inch of core made up of 
the strip, and t being the thickness of the strip in inches. Thus 
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Fig. 3. — Hysteresis Losses in Watts per Cubic Inch. 
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we have the total loss in watts per cubic inch, due to both hys- 
teresis and eddy-currents — 

W = 0*83 7;^ « B- X 10-' + 40-64 /' B' n' X 10-". 

This has been found to agree very closely with practice. 

In order to adapt the data to British measures, and to 
facilitate computation, Table IV. has been prepared, showing 
the values of the eddy-current losses in sheet iron of four dif- 
ferent thicknesses, with a frequency of one cycle per second. 
The values for other frequencies will require to be multiplied by 
the square of the frequency, 

TABLE IV. 



B 


Eddy-current loss in watts per cubic inch, at x cycle per sec. 


/ = xo mils 


/= 20 mils 


/ = 40 mils 


/ = 60 mils 


40,000 

50,000 

60,000 

70,000 

80,000 

90,000 

100,000 

110,000 

120,000 

130,000 

140,000 


0*000006 
0*000010 
0*000015 
0*000020 
0*000025 
0*000033 
0*000041 

000049 

0*000058 
0000068 

000080 


0*000026 
0*000040 
0*000058 
0000079 
0*000104 
0*000132 
0*000162 
0.000196 
0*000234 
0000275 
0*000318 


0000104 
0*000162 
0*000234 
0*000318 
0*000416 
0*000526 
0*000650 
0000787 
0*000936 
0*001099 
0001275 


0*000234 
0*000366 
0*000527 
0*000717 
0000935 
0*001185 
0*001463 
0*001770 
0*002107 
0002490 
0002867 



These figures are graphically plotted for reference in Fig 4. 

Example. — Find the number of watts wasted by eddy-currents in 
the armature core-body (not including teeth) of the 8-pole dynamo 
described on p. 146. Taking B = 65,000 lines per square inch, the 
frequency 10 cycles per second, the thickness of the core-disks as 
40 mils, and the number of nett cubic inches of iron as 16.320, we 
proceed as follows. Referring to the curves of Fig. 4 we pick out 
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the curve for 40-mil iron, and follow it up to opposite the value of 
65,000, at which point we read off on the other scale the value 
0*000275 as the number of watts per cubic inch at a frequency of 
I cycle per second. Then multiplying up by the square of the fre- 

00014 



00012 



00010 



00008 



00006 



00004 



00002 



8 
o 



o 
o 

o 



o 
o 
o 

s" 





1 1 1 1 1 




/ 












EDDY CURRENT LOSSES 




C) 


IN IRON. 




/ 








/ 


z 

















to 










y 










/ 


ft 

is: 










/ 








/ 




hJ 


5 








1 


' 






/ 


/ 




►: 








J 








/ 






z 


z 








7 






/ 


r 






u 












}?/ 


f 








3 





i 


/ 




i 


f 










EC 
Ul 
Q. 




/ 






/ 












bJ 

< 


/ 


/ 


y 


/ 












^ 


t/ 




y 












.^ 






t/ 




y^ 










^^^ 








i 


X 


/^ 




1 


ojSi 


'^"^^ 










— 




— 




IC 


MIL 


2-C 


fNis" 


riTs 


lyARj 


INCH 



o 

<0 



s 



Fig. 4. — Eddy-Current Losses in Sheet Iron. 

quency, and by the number of cubic inches, we find as the total eddy- 
current waste, 449 watts. Had we taken core-disks of half the thickness 
this waste would have been reduced to 112 watts. 

Examples of calculation of the waste of power by eddy- 
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currents and hysteresis in the iron — usually called, for brevity, 
the iron-losses — in the armatures of continuous current dyna- 
mos will be found in Chapter VIII. pages i68 and 182. 

Ewing has shown that vibration tends to destroy residual 
effects. There is also some evidence that with very rapid fre- 
quencies there is less work wasted per cycle than there would 
be in the same cycle performed slowly. 

Rotational Hysteresis. — When an armature core is rotated 
in a strong magnetic field the magnetization of the iron is being 
continually carried through a cycle, but in a manner quite dif- 
ferent from that in which it is carried when the magnetizing 
force is periodically reversed, as in the core of a transformer. 
Mordey has found^ the losses by hysteresis to be somewhat 
smaller in the former case than in the latter. Baily^ found 
the losses, for a rotating density lower than^ = I5,cxx), to be 
slightly lower than is the case for alternating fields; but in 
stronger fields the rotational losses diminished after that point, 
and became nearly zero when ^ = 20,000. Dina^ has, however, 
failed to confirm the latter result. 

Retardation of Magnetisation. — It has long been known that 
in solid cores of electromagnets the rise and fall of the mag- 
netism is retarded by eddy-currents in the iron, the outside part 
of the iron becoming magnetized first when the current is turned 
on ; whilst the magnetism of the inner parts grows up later as 
the eddy-currents in the outer part die away. There is thus 
a regular penetration or propagation of the magnetism from 
the outer to the inner parts of the core. When the magnetiz- 
ing-current is cut off, the inner part is the last to lose its mag- 
netism. In large dynamos many minutes may elapse before the 
magnetism attains its maximum. For this reason the author 
pronounced it useless to put a compound winding upon certain 
dynamos with large solid bipolar electro-magnets for use as 
electric railway generators. Hopkinson* showed that the re- 
tardation varies as the square of the linear dimensions. 

* See also Ewing in Electrician, xxvii. 602, 1891. 
'Phil. Trans., clxxxvii. 715, 1896. 

* Elektrot. Zeitschrift, xxxv. 43, 1902. 

* Journ. Inst. Elec. Engineers, Feb. 1895, and Phil. Trans., 1895. 
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Magnetic Dampers. — If a magnetic flux, whether in air or 
in iron, be surrounded by a closed conductor such as a copper 
ring or tube, or a copper wire coil the ends of which are united 
together to form a closed circuit, it is impossible either to in- 
crease or to diminish this magnetic flux without setting up 
induced currents in the surrounding conductor; and these in- 
duced currents always tend to oppose, and therefore to delay 
the change of the flux. Hence, it is possible to protect any 
magnet pole against sudden changes in its magnetism by the 
simple device of surrounding it with a solid coil or circuit of 
copper to act as a magnetic damper. For this end Brush, in 
1878, surrounded the limbs of his field-magnets with a copj>er 
tube. In recent times Hutin and Leblanc have proposed a 
device called an amortisseur (i.e. a damper) to prevent distor- 
tions of the magnetic field under the poles. For similar rea- 
sons the Westinghouse Co. inserts copper dampers between 
the pole-tips of its alternators and converters. A copper ring 
round a pole may thus prevent rapid changes in the enclosed 
flux, but cannot prevent distortion within the enclosed space 
from one part of the pole-face to another. To prevent this, 
or lessen it, one or more copper bars must be inserted across 
the pole-face and short-circuited together by outer bands. As 
induced currents can be set up in solid iron or steel as well* as 
in copper it follows that solid steel pole-shoes to some extent 
serve the same purpose as magnetic dampers, though less 
effectively than an amortisseur. 



Coefficient of Dispersion. 

To produce a definite electromotive-force with a given num- 
ber of conductors rotating at a given speed, a certain magnetic 
flux must be cut by them. The function of the field system 
of a dynamo is to provide this flux, which may be called the 
useful Hux because it is the actual flux being cut by the con- 
ductors and producing the electromotive- force. Now look at 
Fig. 5, which shows a typical bipolar magnetic circuit. In ad- 
dition to the useful flux in the air-gap, there is a stray flux 
from all parts of the field system, and both the useful and stray 
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fluxes have to be produced by the exciting ampere-turns wound 
on the magnet limbs. 

If we call the total flux (per pole) produced by the ex- 
citing coils in the magnet core N,„, the useful flux which actu- 
ally enters the armature No; and the stray flux which is dis- 
persed N,; then obviously 

N« = N„+N.. 

The ratio of the stray flux to the useful flux is sometimes 
called the dispersion. The ratio of the total flux to the useful 




Fig. s.— Stray Field of a Bipolar Dynamo. 

flux is called the coefficient of dispersion, or coefficient of allow- 
ance for leakage, or, less correctly, the leakage coefficient, and 
is denoted by the symbol v. Thus we have 



V = 



N. 



This coefficient of dispersion is therefore a number greater 
than unity. It varies between 1*15 and i * 7 in the usual types 
of machine. 

Example. — In a certain 8-pole tramway generator the total flux per 
pole in the magnet core was 18,672,000 lines. Of these only 15,400,000 
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entered the armature, while 2,772,000 were dispersed. The coefficient 
of dispersion was therefore v ^ i -18, the stray flux being 18 per cent, 
of the useful flux. 



Although the stray field does not cause a waste of energy, 
yet it is objectionable in any class of machine on account of 
the extra material that must be put into the field system to 
make up for itr— that is, more iron is necessary in the yoke 
and pole cores to carry the extra flux, and the length of each 
turn of the copper winding round them is increased. Tt be- 
comes of importance, therefore, to design magnetic circuits to 
have a minimum amount of magnetic dispersion in order to 
save expense. The magnitude of the stray field depends chiefly 
upon (a) shape of the magnet limbs — thus circular cores will 
have less leakage tl;an those of rectangular shape, on account 
of the smaller area of the side flanks; (b) upon the length of 
the air-gap, because the greater the reluctance of the latter 
the greater the tendency for the flux to take other alternative 
paths; and (c) upon the degree of saturation to which the field 
system is pushed, because the magnetic conductivity of the 
leakage paths in the air is constant while that of the iron cores 
decreases as the degree of saturation is raised. It is evident, 
therefore also, that not only will the coefficient of dispersion 
vary with different types of machine, but it canjiot, as a rule 
be constant with a given machine but must vary with the exci- 
tation. Moreover, when a large current is being taken from 
the armature, the demagnetizing action of the armature due to 
the forward lead of the brushes, directly promotes dispersion, 
as it raises an opposing magnetomotive- force in the direct path 
of the magnetic lines, tending to blow them aside, as it were. 

The most accurate way of finding the dispersion coefficient 
of a machine is by experiment. If in the case of a bipolar 
dynamo we wind around the armature a search coil with its 
plane at right angles to the magnetic flux, and connect it up 
to a ballistic galvanometer, we shall, upon making or breaking 
the exciting current, obtain a throw D^ proportional to the flux 
passing from pole to pole. If the search coil be wound upon 
the limbs just at the neck of an exciting coil, a second throw Do 
may be obtained in the same way, and which will be propor- 
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tional to the total flux produced by the windings. Then we 
have 

for the particular excitation used. 

Before each reading, the current in the fields should be 
reversed several times in order to wipe out any residual mag- 
netism. In order to allow for the effect of the armature cur- 
rent, a few accumulators in series with an adjustable resistance 
may be connected to the brushes, and an appropriate lead given 
to them the direction and amount of the current being such that 
the armature demagnetizes the field-magnets to the same extent 
as would be the case with the machine running on full load. 
The ratio of the maximum throw to the throw given by the 
armature search coil under these conditions will then approxi- 
mately give the full-load dispersion coefficient. The principal 
objection to this method is the great strain it imposes upon 
the insulation of the magnet coils. As a general rule it cannot 
be employed with shunt windings, and for such machines a test- 
winding of fewer turns (and correspondingly larger section) 
must be wound on. 

This method is due to the late Dr. J. Hopkinson, who found 
the dispersion coefficient of a bipolar dynamo of the "under" 
type to be i * 32. 

Another method is by means of an alternate current. Wind 
on a search coil of Sg turns as before, and connect it to a volt- 
meter. Now send an alternating current (preferably of low 
frequency) of known electromotive-force E^ round the field 
coils, whose number of turns Sj is known. Let the voltmeter 
reading be Eg. Then 



tiy^cc-^ and N„ oc -^. 



■p "p 

g^ and Na oc g 

Hence 

~ E, X s; 

The eddy-currents produced by the alternating flux in the 
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solid cores would not affect the results, but might be inconve- 
nient if the current was left on too long. 

The third way of determining the dispersion coefficient is by 
experiment upon the finished machine, whose dimensions and 
winding data are known. The method applied to a shunt ma- 
chine, is as follows. 

Run the machine at its normal speed of n revolutions per 
second, with its full-load of C^ amperes. Measure the shunt 
current C«, and electromotive-force at terminals V; and also 
note the lead of the brushes. From the resistance of the arma- 
ture (brush to brush) and the load current, we calculate the 
ohmic drop as R« X Ca- This added to V gives E, the volts 
actually generated at full-load. The full-load useful flux must 
hence be 

Ex lo- 



N„ = 



« X z * 



Now calculate the ampere-turns required to drive a flux of 
Na lines through the whole magnetic circuit. Call them Xi. 
From the known lead of the brushes and the armature current 




Fig. 6. — Estimation of Leakage by Exploring-Coils. 



calculate the value of the demagnetizing ampere-turns as indi- 
cated on page 127. Subtract them from the observed full load 
ampere-turns SmC^, obtaining a value Xj. Then the disper- 
sion coefficient is approximately given by 

y = — - 

x: 
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To obtain a nearer approximation, take the value of de- 
magnetizing ampere-turns as calculated, multiply by this value 
of V, and then subtract from Sm Cm, obtaining a new value 
for X2 to be used as above. But this method as a whole is not 
capable of giving very accurate results. 

A highly detailed examination was made at Schenectady 
upon a multipolar dynamo, to ascertain the fluxes through the 
various parts. A large number of exploring coils were wound 
over the machine as indicated in the accompanying Fig. 6. 
The results are given in Table V. 

TABLE V. — Fluxes in Various Parts of a Dynamo. 
M P— 6— 400— 500 (G. E. Co.). 



Number 

of 

coil 

Fig. 6. 


Flux through that part 


With lo*^ amperes 
in field. 


With ig'a amperes 
in field. 


With. 32*4 amperes 
in field. 


la 


2,220,000 


2,670,000 


3,060,000 


Id 


2,284,000 


2,770,000 


3,111,000 


2 


3,660,000 


5,465,000 


6,180,000 


3 


3,880,000 


5,840,000 


6,615,000 


4 


4,620,000 


6,120,000 


6,950,000 


5« 


4,895,000 


6,350,000 


7,400,000 


5^ 


4,900,000 


6,480,000 


7,525,000 


S^ 


4,750,000 


6,290,000 


7,333,000 


6 


4,830,000 


6,470,000 


7,385,000 


7 


2,356,000 


3,120,000 


3,575,000 


8 


2,480,000 


3,100,000 


3,470,000 


9 


2,500,000 


3,120,000 


3,500,000 


10 


34,000 


44,200 


54,000 


lia 


3,910,000 


5,140,000 


6,180,000 


lib 


4,000,000 


5,200,000 


6,115,000 


12a 


498,000 


731.000 


985,000 


12b 


473,000 


728,000 


934,000 



Looking at the figures in the last column, with the excita- 
tion at its highest, we see that the maximum flux in the pole- 
core was about 7,400,000 lines. Of these about 6,180,000 actu- 
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ally entered the armature, the sum of the fluxes measured by 
exploring coils Nos. la and ib agreeing closely with that of 
No. 2. The yoke appears to be of insufficient section, as the 
flux passing through No. 8 is less than half of that through 
Nos. 5 or 6. Taking the figures above we see that the coeffi- 
cient of dispersion at the highest excitation is »^ = i • 19. 

TABLE VI. — Dispersion Coefficients. 



Output in 
kilowatts 


Over- 
type as 
No. 23, 

p. i6a. 
D.E.M. 


Under- 
p. 159. 


Single- 
magnet 

p. 163. 


Man- 
chester 

type, as 
No. 24, 
p. x6a. 


Bi-polar 
iron-clad 


Double 
horse- 
shoe 

p. >59- 


Four-pole 
iron-clad 
type, as 
No. 22, 
P- 159. 


Multi- 
polar 
type, as 
No. 28, 
p. 162. 


I to 5 


I '4 


1-6 


i'55 


17 


• I 30 


1-65 


175 


1-5 


5 to 25 


1-28 


1*45 


I '4 


1*55 


1*22 


15 


i'55 


1-32 


25 to ICO 


1*22 


i"35 


1*32 


I '45 


ri5 


1*4 


1*45 


1-28 


ICO to 300 


•• 


1-25 


•• 




•• 


•• 


•• 


1*22 


300 to 1000 


•• 






•• 


•• 


•• 


•• 


IIO 



Table VI. given above gives the value of the dispersion co- 
efficient for various types and sizes of machines, the values in 
every case being if anything, in excess of the true amount, as 
they have been obtained from calculation and experiment under 
the most unfavourable conditions.^ Magnetic dispersion is 
always greater with the smaller sizes of machine, on account 

* See Dynamo-machines, by A. Wiener, 1902. For earlier data on the stray 
fields of dynamos, see Hering in El. Rev., xxi. 186 and 205. 1887: Carhart, 
Electrician, xxiii. 644, 1889; Wedding, Electrot. Zeitschrift, xiii. 67, 1892; 
Mavor, Electrical Engineer, xii. 428, 1894: W. B. Esson iji Journ. Inst. Elec- 
trical Engineers, Feb. 1890; and W. L. Puffer in Technology Quarterly, iv. 205, 
Oct 1 89 1. Some recent researches on magnetic dispersion are those of Rothert 
in the Elektrotechnische Zeitschrift for May 26, 1898; and Picou, Bulletin Soc. 
Internat. des Electriciens, June. i9o;b, p. 425. Attempts to reduce dispersion are 
discussed by Kelly in Electrical World, xxxii. 161, 1898, and by Guilbert in 
U Eclairage Electrique, xviii. 298, 1899. 
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of the difficulty of properly dimensioning the field-system. It 
is also greater with cast-iron magnets and pole-pieces, and 
as we have seen already, with smooth core armatures. The 
values given below may consequently be looked upon as being 
high for slotted armatures and wrought iron or cast steel 
fields. 

Calculation of Dispersion. 

It is possible to predetermine, from the working-drawings 
of a dynamo before it is built, the probable amount of dispersion. 
Calculations of the dispersion are based upon the principle that 
where a circuit offers alternative paths, the magnetic flux will 
divide itself between the paths in the proportion of their 
relative facility for flow, exactly as an electric current divides 
where there are alternative conducting paths. In fact, the law 
of shunts has been found to hold good for magnetic lines. 
The reader should consult the researches of Ayrton and Perry^ 
on this point. It follows that along any branched part the 
joint permeance^ (or magnetic conductance) will be the sum 
of the permeances of the separate paths. Hence, if the per- 
meances of the separate paths of the useful and waste mag- 
netic fluxes of a dynamo are known, the coefficient of disper- 
sion, v; can be calculated, it being the ratio of the total flux 
to the useful flux. Call the useful flux u and the waste flux 
W'y then 

u^ w 

V = — ■ . 

u 

But each of these is a complicated quantity; therefore the 
more complete formula is 

y __ ^, + ^, + ^, + ■ » • ■ + ^1 + ^, + ^, + ♦ » • » 

«, + «« + «s+ • • • • 

In order to determine the separate permeances along the 
various leakage paths, we must resort to some useful rules or 

^Journ. Soc. Teleg. Engineers and Electricians, 530, 1886. 
^Permeance is of course the reciprocal of magnetic reluctance; just as 
electric conductance is the reciprocal of electric resistance. 
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lemmas originally suggested by Professor Forbes/ which con- 
sist in certain approximate integrations. For the convenience 
of British engineers the values have been recalculated into 
inch measures instead of centimetre measures. 

The unit reluctance and unit permeance are so chosen as 
to obviate the subsequent necessity of multiplying the ampere- 
turns by 4;r ~ 10. This will make the reluctance of the inch 
cube of air equal to 10 -h ^n divided by 2*54 = 0*3133; 
and its permeance to 3 • 1918.^ 

Rule I. — Permeance hetiveen two parallel areas facing one 
another. Assume that the magnetic lines are straight and 
equally distributed over the surface : then, 

Permeance = 3 1918 x mean area (square inches) -1- distance 

(inches) between them 

= i-596x(A," + A,")-rf". 

Rule II, — Permeance between two equal adjacent rectangu- 
lar areas lying in one plane. Assuming the lines of flux to be 
semicircles, and that distances d^^ and rfa" between their near- 
est and furthest edges respectively are given; also a" their 
width along the parallel edge : — 

^" 
Permeance = 2*274 x a" X log,,^V 

Rule III. — Permeance between two equal parallel rectangu- 
lar areas lying in one plane at some distance apart. Assume 
ithe lines of flux to be quadrants joined by straight lines. 

Permeance = 2*274 X a'' X log,, -j i + ^ ^ ^~ [ • 

Rule IV. — Permeance betzveen two equal areas at right- 
angles to one another. 

Permeance = double the respective values calculated by 
Rule 11. 

^Journ. Soc. Teleg. Engineers, xv. 551, 1886. 
* Sec the Author's work The Electromagnet. 
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If measures are given in centimetres these rules become the 
following : — 

I. i (A. + A.) H- d. 
II. ^ hyp. log ^. 



III. ^hyp.log(x + !Lii^). 



Using these rules to predetermine the stray field to fly- 
wheels, pedestals and shafts, it is possible from the working 
drawings to predict the performance of a machine to within 
2 per cent. 

The author has given (in his work on The Electromagnet) 
s6me further rules, including the case of permeance between 
two parallel cylindrical limbs. The reader should also consult 
the writings of Kapp,;^ Wiener^ and Arnold^ for the predeter- 
mination of the dispersion coefficient, the last named author 
going into the question at great length. 

Goldsborough* has laid down the theorem that, assuming 
a fixed difference of magnetic potential between the surface 
of a pole-piece and that of an armature core (the latter surface 
supposed to be smooth), the intensity of the magnetic Held at 
any point at the surface of the armature will he proportional to 
the sum of the reciprocals of the distances of that point from 
all the points on the perimeter of the pole-piece made by a 
section-plane passing through that point. On this principle 
he has calculated the distribution of the flux in the gaps in 
certain cases. 

By definition the dispersion coefficient v = (N^ + N,) -r 
N„ ; and as the useful and stray fluxes are respectively propor- 
tional to the permeances of the useful and stray paths, if we 
write P„ for the permeance through the gap and teeth, and 
Pg for the permeance of the stray field, we may write v — 

* Elektromechanische Konstructionen, by G. Kapp, p. 9. 
^Dynamo-machines, by A. Wiener, 1902, pp. 217-265, and 614-628. 

* Die Gleichstrom-Maschinen, 1902. 

* Trans. Amer. Inst. El. Engineers, June 30, 1898, p. 515. 
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(P„ + P,) H- P„. Now P, is a constant, being through air, 
whereas P„ being partly through air and partly through iron 
will diminish as the saturation of the teeth increases towards 
full-load. Hence v will rise as the excitation is increased. 



Determination of Exciting Ampere-Turns. 

The calculation of the ampere-turns necessary to drive a 
certain useful flux N^ across the air-gap of a dynamo is a 
straight-forward matter if we know the dispersion coefficient 
of the machine, and the magnetic properties of the materials 
used to carry the flux, as laid down in curves such as those in 
Plate I. 

The method of using these curves for the purposes of 
dynamo calculation is as follows. We are given : — 

Na useful flux per pole. 

Ai magnetic area of yoke. 

A2 ** of field cores. 

Ag " of air-gap. 

A4 " of teeth under one pole. 

Ag " of armature core. 

Li length of magnetic path in yoke. 

Lg " ** in two field cores. 

Lg " " in two air-gaps. 

L^ '' . " in two teeth. 

Lg " " through armature core. 

and the question is to find the ampere-turns per pair of poles 
necessary to produce the flux of N^ magnet lines in the 
air-gap. 

Now the total flux is 

Consequently, by dividing this by the magnetic area of yoke 
and magnet cores we obtain 

B^ flux-density in the yoke. 

B. '' in the magnet cores. 
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Also, by dividing the useful flux Na by the magnetic area of 
air-gap, teeth and armature core we obtain respectively 

Bo flux-density in air-gap. 

B4 '* in teeth. 

85 " in armature core. 

To find the ampere-turns necessary for yoke, magnet-cores, 
teeth, and armature core, all we have to do is to take the 
magnetizing curve for the respective material, and see how 
many ampere-turns per unit length are required when these 
parts are worked at flux-densities of B^, B,, B^ and B^, re- 
spectively. Let the numbers so found be noted by (J,, (J„ (J^, 
and <5j. Then 

Ampere-turns for yoke = Li X ^i 

" for two field cores = L2 X <J, 

" for two sets of teeth = L^ X ^^4 

" for armature core = L5 X ^. 

With regard to the ampere-turns for the air-gaps, we have 
to resort to the use of gap-coefficients. The coefficient is 
10 -=- 4 TT if centimetre units are used ; or if the flux-density is 
in lines per square inch, and the length of magnetic path is 
reckoned in inches, the coefficient becomes 0*3133. These 
coefficients are used as follows : — 

Ampere-turns for gaps = o'8 X^', X L', in centimetre units. 
** ** . = 0*3133 X B, X L, in inch units. 

The sum of the ampere-turns required for the different 
parts will then give us the total ampere-turns required per 
pair of poles. 

Some little discretion must be used in reckoning out what 
may be termed the "magnetic dimensions" of the machine, 
that is, the mean magnetic path, and the eff^ective iron area 
traversed by the flux. It may not be out of place to take up 
this question a little more fully. 

(a) Yoke, — The only point to be remembered here is that 
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in multipolar machines the yokes will only carry half the 
total flux, as it will divide each way. The magnetic length 
is the mean length of path. 

(b) Magnet Cores. — The magnetic section is simply the 
section of one core. The magnetic length Lg is that of two 
pole-cores. 

(c) Air-gap. — The length is twice the distance from iron 
to iron. With regard to the magnetic section to be taken, it 
is always more or less a matter of judgment and experience, 
on account of the spreading of the flux from the pole-piece, 
or fringing as it is frequently called. For machines having 
smooth core armatures, and where the length of pole-piece 
is equal to the gross length of the armature core, the magnetic 
area of the air-gap may be taken as the area of one pole-piece 
plus a small area equal to the length of one air-gap multiplied 
by the periphery of one pole-piece. For machines with slotted 
armatures, the air-gap area may be taken as the mean of the 
pole-face area and of the iron area at the face of the teeth 
under one pole. But the number of teeth so reckoned should 
be increased by one or two over the actual number under one 
pole, to allow for the fringing; such allowance, depending 
upon the length of the gap, shape of the teeth at the armature 
periphery, and flux-density at which they are worked. On 
account of distortion of the field, the magnetic area of the air- 
gap may be different at full-load from what it is at no-load, 
but the two rules above will generally be found good enough. 

(d) Armature Core. — Here again if the machine is multi- 
polar, the core will onl^ have to carry half the usefiifflux. The 
magnetic length is the length %of the mean path lying between 
the roots of the teeth and the periphery of the internal hole. 
The magnetic section is less than the gross section by 10 to 
25 per cent., on account of the insulation of the core-disks and 
the presence of ventilating ducts. If these latter are absent, as 
is usually the case with small armatures, allow 10 per cent, as 
space-loss if the disks are varnished, and 15 per cent, if paper 
insulation is employed. If air ducts are present, their width 
must be subtracted from the gross length when computing the 
area. For paper insulated armatures with the usual allow- 
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ance of ventilating ducts, the nett length of core (parallel to 
shaft) is generally 75 per cent, of the gross length. 

(e) Teeth. — The total length of tcoth traversed by the flux 
is equal to the depth of a slot multiplied by 2. The width of 
one tooth to be taken as the mean width. The number lying 
under one pole may be taken as the number of teeth in the 
polar angle plus one or two, depending on the length of the 
air-gap, in order to allow for spreading. The magnetic area 
of one tooth will therefore be the mean width of tooth multi- 
plied by the nett length of armature, (that is, gross length 
minus total width of air-ducts minus 10 to 15 per cent, space 
lost through insulation). But there is yet an important point. 
If the teeth are worked at densities of 100,000 lines, or more, 
per square inch, part of the useful flux will pass into the core 
by way of the slots, because these offer a path in parallel whose 
magnetic conductivity is comparable with that of the teeth 
themselves. 

It follows, therefore, that the ampere-turns for the teeth 
calculated out on the basis that they carry the whole of the 
flux, will be in excess of the right amount at high values of 
tooth flux-density. We will now proceed to show how the 
true value of tooth flux-density B^ may be estimated if we 
know the apparent flux-density in the teeth which we will 
call Bfl. Further, we will denote by 

bi mean width of tooth 

62 width of slot 

/ nett length of armature, that is, the iron length parallel 

to shaft 
h height or depth of slot 

/ ratio of nett length to gross length of armature core 
Na flux from one pole, as before 
N4 flux actually carried by teeth. 
Then we have 



Iron section of one tooth = /^^ x /. 

/ 



Air ** ** ** slot = ^^-^^ 
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The actual section of air space per slot forming an alter- 
native path in parallel for the flux is given by the area of one 
slot plus the area of the space lost along one tooth by insula- 
tion and ventilating ducts, or 

Section of air-space I _ ^j X /^^ / -. ^, X / 
per slot ) -— y--+(^-/)~y- 

f 
Now the flux Na coming out of the pole-piece will divide 
itself between tooth and air-space in inverse proportion to 
the reluctance of these two. The flux in the air-space is 

Hence we have 

where f*' is the permeability of the tooth when transmitting 
the actual flux N 4. 



Also 






and by division 



N„~ K^b^-bj^bjii- b; 

As stated above, a common ratio of iron length to gross 
length for slotted armatures with air-ducts and paper insu- 
lation is o • 75. Putting in this value of / in the^bove equation 
we have 

Ba *, + 0-25 *, + 075 b,)X 

or B, __ b^ji_ 

Ba "" 1-34*, + 0-33*, -{-*,;/• 

To put this into practical shape, take ratio of h^ to h^ 
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assume values for B4, find the corresponding permeabilities 
from such a curve as that of Fig. i and calculate Ba- Then 
a curve connecting Bo and B^ for this particular ratio of b^ 
to &2 can be plotted, showing what the true flux-density in the 
teeth is when the apparent flux-density (that is, total flux per 
pole divided by iron area of teeth under one pole, or Na -4- A4 
= BJ has any particular value. This has been done in the 
three curves shown in Fig. 7 for three usual ratios of b^ to b^ 
using the above equation. If / has a value different from 
o • 75, the equation should be correspondingly altered and new 
curves plotted when great accuracy is desired. 

Example of Calculation. 

In order that the foregoing rules may be clearly under- 
stood, and to exemplify the use of the curves, etc., we will take 
a concrete case for purpose of illustration. In Fig. 8 is 
given a dimensioned sketch of part of a modern six pole 200 
kilowatt machine. We will proceed to calculate how many 
ampere-turns per pair of poles are required in order to pro- 
duce a flux of 12,500,000 lines through the air-gap. 

A reference to the table of dispersion coefficients on page 
23 gives us an approximate figure, 

V = I 18, 
and hence, 

N« = Na X I -18 = 14,750,000. 

The next thing to do is to make an estimate of the mag- 
netic lengths and areas. We have 

Yoke, Area = 17*5 X 5 

A, = 87*5 square inches. 

For the length of mean path, we can either scale it off from 
the drawing, which is, as a rule, more convenient, or estimate 
it from 

L^^ g , J (59'9 + 33'5 + 5)X 3'i4 ) 

= 56*5 inches. 
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As no allowance has here been made for the rounding off 
of corners along the mean path taken by the flux, we may 
say 

Li = 55. 

Magnet Cores. — As these are circular, we have 

A2 = 14*25 X 14*25 X 0-785 
= 159*5 square inches. 

The magnetic length of the two cores and pole-pieces is 
L2 = 2X 16-75 = 33 -5. 



Air-gaps. 



L3 = 59-9— 5925 
rr: 0*65 inch. 



For the area, we take, as stated above, the mean between 
pole-piece area and the area of the teeth under one pole at 
their tops. As the air-space in this machine is short, we take 
for the number of teeth acted on by one pole the actual num- 
ber lying in the polar angle, plus one. Had the air-space been 
longer we should have added two.^ 

From the sketch we see that the polar angle is 44*3°. As 

there are altogether 220 teeth, the number in the actual polar 

angle is 

44* *? 

220 X ^^^ = 27. 

360 

Adding one to this, we have 28 as the number transmitting 
the flux. Now the iron area of a single tooth at the top is 

I 14-25 - (3 X 0-375) I X o*9 X 0-429 
= 5 -06 square inches. 

^ This allowance for the fringing of the magnetic field, which increases the 
useful flux entering the armature from one pole, is a matter of judgment and 
experience. Fischer-Hinnen has given elaborate rules. For smooth-cored arma- 
tures it is usual to estimate the width of the fringe as equal to the gap from iron 
to iron. See a paper also by Sander in the Zeitschrift fur Elektrotechnik, xviii» 
562, Nov. 1900. 
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The iron area at the top of the teeth under one pole is 
hence 

28 X 5 • 06 = 142 square inches. 

And the area of the pole-face is 

13 X (599 X 3-1416 X^) 

= 302 square inches. 

Hence, we have for the magnetic area of the air-space, 

. 142 4- 302 . , 

A, = —^ — = 222 square inches. 

Teeth, — For the magnetic length we have 

L^ = 2 X I • 625 = 3-25 inches. 

And the mean iron area of the 28 teeth acted upon by one 
pole is 

{1425 — (3 X 0-375) }x o'9 X 0-406 X 28, 
A^ = 134*5 square inches. 

Armature Core, — The mean length of the path taken by 
the flux is best obtained from the drawing ; otherwise we have 

= 33 '55 inches. 

Or say L5 = 33 inches. 
The magnetic area is 

{14-25- (3 X o.375)}x 0-9 X 8-7S, 
Aj = 103-5 square inches. 

Having now found the magnetic dimensions, we can con- 
struct the table given below. The flux-densities have been ob- 
tained by dividing the flux in each part by the corresponding 
magnetic area ; as the density in the teeth is in this case below 
100,000, we may assume that no correction is necessary — 
that is, we may consider Ba = B^, the entire flux being carried 
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by the teeth. The rest of the working is sufficiently obvious, 
the final result being that to force the 12-5 megalines through 
the iron and across the gaps, something over 14,000 ampere- 
turns per pair of poles are required. The actual number would 
be taken in practice as 15,000 at least, in order to allow for 
differences in the iron, etc. 

Na = 12,500,000; Um = 14,750,000; y = I • 18. 



Part of machine. 


Material. 


Magnetic 
Length. 


Magnetic 
Section. 


Flux- 
Density. 


Value of 
6 from 
Cui-ves. 


* Ampere- 
turns 
Required.! 


Yoke 


Cast Steel 


55 


87-5 


84100 


242 


1330. 


2 Magnet cores 


Ditto 


33*5 


1595 


92500 


325 


1090 


2 Air-gaps 


Air 


065 


222 


56300 


XO-3I33 


1 1500 


2 Teeth 


Sheet iron 


325 


1345 


93000 


19 


62 


Armature core 


Ditto 


33 


i03'5 


60400 


4 


132 



Total ampere- turns per pair of poles = 141 14. 

By similar calculations we can find the ampere-turns re- 
quired to force other values of Na across the air-gap and 
through the iron parts of the machine. By plotting the values 
of excitation so obtained against the corresponding values of 
No, we obtain what is known as the saturation curve, of the 
magnetic circuit in question ; the ordinates of the curve repre- 
senting also the corresponding values of the induced electro- 
motive-force to a different scale. Examples of such calculated 
curves will be found in Chapter VIII. on Examples of Dyna- 
mo Design. 

•This number o* 3133 is the gap-coeMcient and represents the number of 
ampere-turns per inch length of path requisite for a flux-density of i line per square 
inch. Multiplying^the flux-density of the preceding column by this cpefficient give» 
the number of ampere-turns needed for that density, per inch of path in air; and 
multiplying this number by the magnetic length of the 2 air-gaps, in column 3, 
gives finally the number of ampere-turns needed for the 2 gaps. 
56300 X 0*3133 X 065 = 11500. 
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We have here calculated the ampere-turns needed for a 
pair of poles ; but as the two halves of the magnetic circuit so 
considered are alike, one may, if preferred, calculate simply 
the ampere-turns per pole, taking only one-half of a magnetic 
circuit, , including, of course, one gap, one pole-core, etc., and 
taking yoke and armature core at half the lengths estimated 
as above. A convenient form of schedule for such calculations 
will be found in Appendix I. 




Fig. 9. — Core-Distribution of Flux. 

In a careful study, in part theoretical, but confirmed by 
experiments, Goldsborough^ has shown that in the armature 
of a multipolar dynamo the paths of the magnetic lines through 
the armature core are not symmetrical, and that they are not dis- 
tributed with equal density through the cross-section of the 
core (Fig. 2), being denser in the region immediately below 
the roots of the teeth, and less dense near the internal circum- 
ference of the core. At full load these inequalities are more 
marked. As a consequence any calculations as to hysterctic 
losses in the core made on the assumption of uniform distribu- 
tion will understate the actual waste of energy. 

* Air-gap and Core Distribution Studies, Trans. Amer. Inst. El. Engineers, 
June 1899, p. 461. 
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Similarly, Mr. Dettmar has shown in the Elektrotechnische 
Zeitschrift for 1900, vol. xxi. 944, that the density of the flux 
in the core-body diminishes, not quite in arithmetical propor- 
tion, from a maximum below the roots of the teeth to a mini- 
mum at the internal periphery. 

If the pole-piecds are not laminated, the width of the gap 
should not be much less than about ij times the width of the 
slot, otherwise the unequal distribution of the flux at the pole- 
face will set up harmful eddy-currents. 

Professors H. Hele-Shaw and A. Hay have published in 
the Philosophical Transactions, cxcv. 303, 1900, a very re- 
markable paper on lines of induction in a magnetic field, the 
distribution of which they have studied by the aid of a beauti- 
ful hydraulic model in which the stream-lines in glycerine 
imitate the forms of the magnetic lines under varying con- 
ditions. Amongst these they show the distribution in the case 
of a toothed armature with a gap approximately equal to the 
breadth of a tooth and with slot slightly wider. In the gap 
the density of the lines shows alternate maxima and minima, 
the lines being very slightly curved at the level of the teeth; 
but below this level those that enter the slot swerve sharply 
round to enter the flanks of the teeth. 

Except in the case of very highly saturated teeth, there is 
no field in the slot at any greater depth than about equal to 
the slot width. The ratio of the density of the field in the 
slot to the density of field in the tooth is roughly the same as 
the ratio of the gap-length (from iron to iron) to the sum 
of gap-length and tooth length. 

Herr Dick has shown, in the Electrotechnische Zeitschrift 
for July 1 901, that if account is taken of the flux-densities 
along the tooth, the ampere-turns actually needed will be con- 
siderably less than the number (only about %) calculated from 
the mean between the maximum value at the roots and the 
minimum value at the tops of the teeth. In the same journal 
for November 1 90 1, Dr. Coosepius has shown how the design 
of armatures is dependent on the ratio between the width of 
the tooth and the width of the slot. 
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CHAPTER III. 

COPPER calculations: coil windings. 

Weight of Copper Wire. — Pure copper has a specific 
gravity of 8*9 at the ordinary atmospheric temperature of 
15° C. Hence 

I cubic centimetre weighs 8 • 9 grammes ; 
I cubic foot " 555 pounds; 

I cubic inch " 03213 pounds. 

A rod of copper i inch in diameter, and i foot in length 
weighs 3 • 028 lbs. Hence the weight of a copper wire can be 
found by multiplying together its length in feet, its sectional 
area in square inches, and the coefficient 3 ■ 028. A wire i mil 
in diameter and i foot long weighs 0*000003028 lb. Hence 
if d be the diameter in mils, and / the length in feet, the weight 
of the wire will be 

weight in lbs. =: (P y^ly^o- 000603028 ; 

or a wire d mils in diameter weighs lbs. per foot. 

330250 

Example. — 30 feet of a No. i S. W. G. copper wire, which is 300 mils 
in diameter, weighs 8*17 lbs. 

In the case of copper strip of rectangular section if the 
width and depth of the strip are* given in mils, and the length 
in feet, the weight in pounds can be found from the rule that 
weight in lbs. = sectional area in sq. mils X ^ X o* 000003855. 

Electric Resistance of Copper. — Pure copper has a specific 
resistance that increases slightly with temperature. 
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The resistance of a centimetre cube of pure copper, in 
ohms, has the following values: — 



Annealed 
Hard-drawn 


At 0° C. 
000000159039 
00C000162246 


At IS** C 
000000169259 
0*00000172676 


At 30° C. 
0*00000179559 
000000183 1 80 


At 60" C. 
0*00000200401 
0*00000204442 


Annealed 
Hard-drawn 


At 32° F. 
000000159039 
000000162246 


At 60° F. 
0*00000169639 
0*00000173054 


At 115' F. 
00000 1 98347 
0*00000202856 



The rise of resistance of copper with temperature is ap- 
proximately -^ of one per cent., per Centigrade degree, or f of 
one per cent, per Fahrenheit degree. 

If the resistance Ro»c.at freezing-point, of any copper con- 
ductor be known, its resistance Re»c. at any temperature on 
the Centigrade scale, can be accurately calculated by the for- 
mula of Clarke, Forde and Taylor : 

Rq'c. = Rooc.l I + 0*00426744^ -f- o'oooooi 1193^'} ; 

or on the Fahrenheit scale, 

R^op. = R32«p.{i-f-o*oo237o8(^--32)-f-o.oooooo34548(^— 32)"}. 

The following are some useful rules for calculating the 
resistances of copper as used in construction of electric 
machines. In all cases it is assumed that the material is pure 
annealed copper, commonly called "high conductivity" copper. 
If the copper is "hard drawn" instead of "annealed" the resist- 
ance may be some 2 per cent, greater for an equal cross-section 
and equal length. Resistances are given in ohms. 

British Units. — Resistance of i inch cube is 



0-00000062615 


at 


0° C. or 32 


0-00000066639 


at 


15° c. 


- 00000066788 


at 


60' F. 


- 00000070694 


at 


30^ c. 


• 00000075085 


at 


115° F. 


• 00000078899 


at 


60^ C. 
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A rod of copper, i foot long and i square inch in cross- 
section, has the following resistance : — 



o- 0000075138 


at 


0° C. 


0- 0000079966 


at 


15^ c. 


• 0000084833 


at 


30° c. 


• 0000094679 


at 


60° C. 



A rod of round copper, i foot long and i inch in diameter 
(having therefore a sectional area of i circular inch), has the 
following resistance: — 






0000095664 


at 


0° 


C. 





OOOOII08I2 


at 


15° 


C. 





0000108007 


at 


30° 


C. 





0000120545 


at 


60° 


C. 



A wire of copper, i foot long and having a sectional area 
of I square mil, has the following resistance : — 



y 5138 ohms at 


0° C. 


7-9966 at 


15° c. 


8-4833 at 


30° c. 


9-4679 at 


60° C. 



A round wire of copper, i foot long, having a diameter of 
I mil (and therefore having a sectional area of i circular mil), 
has the following resistance : — 

9 • 5664 ohms at 0° C. 

10 • 1812 at 15° C 

10 8007 at 30° C. 

12-0545 at 60° C. 

The resistance of a copper strip, the length of which is 
given in feet and the sectional area in square mils, may there- 
fore be calculated by the rule : — 



At o** C. ohms per foot = 7*5138 
At 15° C. " = 7 9966 

At 30^ C. " --= 8-4833 

At 60° C. " = 9 4679 



divided by 

area in 

sq. mils. 
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At 


0^ 


C. 


ohms 


per 


foot 


=z 


9 


•5664 


At 


15° 


C. 




t( 




zzz 


10 


1812 


At 


30° 


c. 




« 




= 


10 


8007 


At 60° 


c. 




K 




z=z 


12 


0545 



at 


0° 


C. 


at 


IS- 


C. 


at 


30- 


C. 


at 


60° 


C. 



The resistance of a round copper wire, the length of which 
is given in feet and the diameter in mils (which diameter, if 
squared, gives the sectional area in circular mils) may there- 
fore be calculated by the rule : — 



divided by 
diameter 
squared. 



Metric Units, — A rod of copper, i metre long and of 
I square millimetre cross section, has the following resist- 
ance : — 

0*0159039 ohms 

o • 0169259 

o -0179559 
0*0200401 

A round wire of copper, i metre long and i millimetre in 
diameter, has the following resistance : — 

0*0202487 ohms at 0° C. 

0*0215499 at 15° C. 

0*0228614 at 30° C. 

0*0255148 at 60° C. 

The resistance of a copper strip, the length of which is 
given in metres and the sectional area in square millimetres, 
may therefore be calculated by the rule : — 

At 0° C. ohms per metre = 0*0159039 

At 15° C. *' = o* 0169259 

At 30° C. '' = 0*0179559 

At 60° C. *' = o * 0200401 

The resistance of a round wire the length of which is given 
in metres and the diameter in millimetres may be calculated 
by the rule : — 

At 0° C. ohms per metre = o * 0202487 



divided by 
sq. milli- 
metres. 



At 15° C. 
At 30° C. 
At 60° C. 



=: 0*0215499 
= 0*0228614 
= 0*0255148^ 



divided by 
diameter 
squared. 
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Example I. — To find the resistance at 60" C. (warm) of a copper 
strip 9*5 feet long, the rectangular section of which measured bare is 
118 mils by 785 mils. The product of 118 and 785 gives as the sectional 
area 92630 sq. mils. Hence by the rule given above the resistance of 
one foot length is 9 '4679 -J- 92630 = o '0010222 ohm. Therefore the 
resistance of 9*5 feet at this temperature is 0*00971 ohm. 

Example II. — To find the resistance at 60° C. (warm) of a shunt 
coil of 3050 turns of a round copper wire, No. 16 S.W.G., the mean 
length of one turn being 5 -21 feet. No. 16 S.W.G. has a diameter of 
64 mils, therefore a sectional area of 64 X 64 ( = 4096) circular mils. 
Hence by the rule the ohms per foot will be 12 0545 divided by 
4096 = 0*002936 ohm. So the total length being 15890 feet, the total 
resistance will be 46*65 ohms. 

The following rules are useful for copper wires at 30° C. : 

Section in sq. mils = 10 • 8 X length in feet -r- 

resistance in ohms. 

Length in feet = section in sq. mils X re- 

sistance in ohms -f- 10 • 8. 

8483 -T- section in sq. mils = resistance per 1000 feet 

of length. 

Electrical Measurement of Temperature, — If the rise of 
temperature of an armature or of a field-magnet coil is meas- 
ured at the surface by the common process of laying upon 
it the bulb of a thermometer covered with a pad of cotton 
wool, the temperature so measured will not be the true tem- 
perature of the interior, but considerably below the true aver- 
age temperature of the armature or coil. If the resistance 
of the coil is measured, then the true internal temperature can 
be ascertained, provided the resistance of the coil at 0° C, or 
at 15° C. is known. For practical purposes a near enough 
approximation can be found by the formula : — 

Rise in degrees Centigrade = 237 — =r — ; 

where R is the resistance as measured when cold, and R' the 
resistance as measured when hot. 
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Stranded Copper Conductors. — Stranded copper wires are 
seldom now used in dynamo construction; but compressed 
stranded conductors are still occasionally found in smooth- 
cored armatures. An example is furnished by the toothed- 
cpred armatures of the motors of the Central London Railway 
in which are employed conductors made of 49 strands of 
No. 19 B. and S. gauge, having an apparent cross section of 
o • 060 sq. inch. Now i such wire has a section of o * ooioi 
sq. inch, and 49 would therefore have o * 0495 sq. inches in total. 
But allowance must be made for the increased length due to 
twisting of the strands, and experiment shows the conductor 
to have such a resistance that its equivalent section would be 
only o ' 046. 

Space-Factor. 

In all cases where insulated windings, whether of wire or 
strip, are used, it is obvious that the copper section in any 
slot or tunnel through the core disks does not occupy the 
whole of the space, and the fraction of the space occupied 
obviously depends upon the thickness of insulation, and upon 
the shapes of the slots and of the conductors. The ratio of 
the nett cross-sectional area of the copper in a slot to the 
gross cross-sectional area of the slot is called the space-factor. 

Space-Factor in Armatures. — The insulation within a slot 
consists of two parts: that which is employed as a lining to 
the slot to protect the iron from contact with the conductors, 
and that which surrounds the individual conductors to protect 
them from contact amongst themselves. The slot-lining must 
be relatively thick, because the iron core must be insulated 
from the full voltage of the machine, while the insulation 
around the individual conductors may be much thinner, as 
the difference of potential between any conductor and its neigh- 
bours will only be a small fraction of the full voltage. If 
every conductor^ had a slot to itself each slot must be lined 
with the thicker insulati6n; whereas if several conductors are 
placed in one slot, one stout lining will surround them all, 
and a larger fraction of the area of the slot will be filled with 
copper. The space-factor is therefore higher if the conductors 
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are so grouped. In the lighting generator of Scott and Moun- 
tain, p. i6o, working at 250 volts, the area of the slot is o • 65 
square inch. The total area of section of the four copper con- 
ductors in the slot is o • 308, so that the space- factor is o * 473. 
Suppose the case of a conductor, the section of which was 
500 X 150 mils, having therefore a sectional area of 75,000 
square mils. Let this be overwound with thin insulating tape 
to a thickness of 15 mils, making the dimensions, covered, 530 
and 180 mils: its gross sectional area will be 95,400 square 
mils. Nov* suppose that to insulate it properly from the iron 
core a paper and mica insulation 60 mils thick all round is 
necessary, the slot area for one such conductor must be ob- 
viously increased to 650 X 300 = 195,000 square mils at the 
very least. In practice it will be more, as there is usually 
a little extra space allowed for packing, and for a wedge under 
the binding wires. The space-factor cannot possibly exceed 
o • 395. But if four such conductors are put together, and 
the thicker insulation simply surrounds the group, the area 
of slot will have to be at least 11 80 X 480 = 566,400 square 
mils, and the maximum space-factor will be raised to o * 529. 

The space- factors in the armatures of some 500- volt machines are as 
follows: — Oerlikon Co.'s machines 06, 0727, and 0*8; Parshall's 
lO-pole 0*6; Kolben's 6-poIe and lO-pole 0*417 and 0-516; Ganz's 
6-pole 0-412; Hobart's large generators 6*46, 0-49. and 0-51. 

In a series of 550-volt generators designed by Mr. S. H. Short, rang- 
ing from 200 to 1 100 kilowatts, the space- factor ranged from 0423 to 
0*533, with a mean value of 0-45. 

Of machines at other voltages: — 

Brown, Boveri and Co/s 350 volt, 0*32: 1000 volt (page 204), 0-214; 
120 volt o -505. 

Thury's metallurgical machines (page 224), 0*53 and 0*57. 
Kolben's 4-pole at 260 volts 0*506; i8-pole at 115 volts 0*53. 

Mr. Rothert states that in a series of 240-volt machines of 
all sizes, the space- factor of the magnet coils varied from o • 5 
to o • 7. 

In the case of high-voltage machines, particularly alter- 
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nators, the space-factor is greatly reduced. The following 
example, due to Herr Kando, illustrates modern practice. 

In Fig. ID are shown three separate cases where slots of 
the same size are filled. In a, for a 500 volt machine there 
are 4 conductors each of 103 * 5 square mm. section ; or in 
total 414 square mm. of copper. Each is separately sur- 
rounded with its own covering i mm. thick. The area of the 
slot is 668 square mm. So the space- factor is o * 63. In b, 
for 3000 volts there are 24 round wires, each 3 mm. in diame- 
ter, each also covered to a thickness of i mm. The slot lining 
must be about 4 mm. thick. The total section of copper 




a b € 

Fig. 10. — Slot- Space at Different Voltages. 

is 170 square mm., and the space-factor has fallen to 0*25. 
In c, for 10,000 volts there are 80 wires, each o • 8 mm. diame- 
ter, with individual coverings o • 8 mm. thick. The slot-lining 
must be increased in thickness to about 6 mm. The total 
section of copper has fallen to 40 square mm. ; and the space- 
factor to o • 06. 

Space-Factor in Field-Magnets. — In winding bobbins for 
field-magnets the space-factor is determined largely by the 
question whether round wires, or wires of square or rectangu- 
lar section are used. In cases where rectangular wires are em- 
ployed there is less waste space : and moreover there is a great 
gain in avoiding such waste space as that which fills the inter- 
stices between the wires, whether air or insulating material. 
Insulation is always a bad conductor of heat, and prevents 
the internally generated heat from escaping as quickly as it 
should. Of all non-conductors of heat, entangled air is the 
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most perfect, witness the non-conducting properties of felt, 
eider-down, etc. Therefore square or rectangular wire should 
always be used if possible. 

If round wires are used, the space-factor will be determined 
chiefly by the relative thickness of the wires and of their in- 
sulating covering; but it will also be affected by the question 
of the partial bedding of the wires of one layer between those 
of the layer beneath. Suppose the wires to lie in precisely 
square order, without bedding, as in Fig. 1 1 ; then if the di- 




FiG. II. Fig. 12. 

Square Order of Bedding. Hexagonal Order of Bedding. 

ameter of the bare wire is d, and that of the wire covered is 
d^, then since the area of each small circle is o • 7854^?^, and as 
the area of the small square enclosing the outer circle is d^, 
the ideal space-factor would be 

a = 07854^. 

Or, with an infinitely thin insulation it could never exceed 
0-7854. 

Suppose however an extreme case of bedding, as in Fig. 12, 
so that the wires lay in hexagonal order like the cells of 
a honeycomb, the space-factor then would be 

a = 0-906 X --pi\ 

or with infinitely thin insulation would be o • 906. 

If rectangular strip is used, uniformly covered, there is no 
bedding and no idle space save at the ends of a layer where 
the coil ascends to the next layer. If the breadth and thick- 
ness of the bare strip are called a and h, and when covered 
flj and &i, the space-factor is simply ah -^ a^ b^. Edge-wound 
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strip has the highest space-factor of any winding. Messrs. 
Ferranti find it to range from o • 83 to o • 93. 

Now, in practice, there is with round wires very little 
bedding. Some writers have assumed 10 per cent., others 
15 per cent. But this is far beyoiid the facts. Especially in 
the case of bobbins of small diameter the wire refuses to bed ; 
since, as the successive layers are wound from right to left, 
and then left to right, each turn must at some point ride over 
a turn in the layer below it. Bedding, even in the hand of an 
experienced winder, seldom exceeds 3 per cent. The safest 
course is to assume that there will be no bedding at all and to 
take the space-factor, if not known from actual experience, as 
given by the formula above. 

For the shunt-windings of dynamos of standard types at 
say 500 volts, the space-factor has values seldom below o * 45. 
This is the figure for the Scott and Mountain 6-pole machine, 
on p. 160; the Kolben lo-pole machine, p. 216, has 0'6o. 
Mr. Mavor gives values from o * 43 to o * 505 for the magnets 
of Mavor and Coulson Dynamos. 

Some actual figures are given by Dr. S. S. Wheeler for a 
number of different wires insulated to different thicknesses. 

These are exhibited graphically in Fig. 13, the full curves 
representing the observed values, and the dotted curves the 
values by the formula assuming square order. It is seen that 
the larger sizes of wire do actually bed a little, giving a space- 
factor slightly higher than the calculated value. 

Calculations of Bobbin-Winding. — The space-factor is 
closely connected with another important quantity, namely the^ 
resistance per cubic inch of the winding. By this expression 
is meant the total resistance of the winding divided by the num- 
ber of cubic inches of volume which it fills. Suppose a wire 
covered to the thickness of 100 mils to be wound on a bobbin. 
There will be 10 wires side by side per inch length of the 
bobbin, and (if no bedding is assumed) there will be 10 layers 
per inch thickness, therefore, 100 wires through the square 
inch of cross-section. A cubic inch taken orthogonally (ne- 
glecting curvature) would therefore contain 100 wires each 
one inch long, and if these were joined in series with one 
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another, the total amount of resistance within that cubic inch 
would clearly be lOO times the resistance per inch. If ^^ be 
the diameter of the insulated wire, then i/6^^ will be the 
number that go to a square inch of the winding section. Hence 
if we know the resistance per inch of the copper wire used, 
the resistance per cubic inch of the winding can be found by 
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Fig. 13. — Space-Factor for Wires of Different Thicknesses. 

dividing it by the square of the diameter of the covered wire. 
If the diameter of the bare wire is given in mils, we have: — 

Resistance per inch at 15° C = 0*8484 -f- diameter squared 
" " 30° C = 0*9001 -r- diameter squared 

" " 60° 0=1 -045 -7- diameter squared 

Or, if the diameter bare, c?, and the diameter covered, rf,, be 
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expressed in mils, the resistance of one cubic inch of the zvind- 
ing will be given by. the formula: — 

0*8484 o ^ 



O'QOOI o r^ 



X 

I '045 ,^ ^^o^ 

This assumes, of course, square order in the winding, the 

space-factor m this case bemg - . -r,. 

If the number of turns of wire in the coil be S, and the 
area of the winding space be L X T, the number of wires 
through a square inch of the winding space will be S/LT. If 
we multiply the resistance per inch cube of copper by the 
square of this number, and divide by the space-factor we shall 
obtain the resistance of one cubic inch of the winding : or 

ga 

p^ = 0*000,000,666 YTTpa — ohms at 15° C. 

ga 

/>, = 0*000,000,707 ^a^a ^ ohms at 30° C. 

ga 

Pj = o 000, 000, 789 YTTFi — ohms at 60° C. 

It will be noted that for a given number of turns of wire 
in a bobbin of given winding space, the resistance per cubic 
inch, as well as the total resistance, will vary inversely as the 
space-factor. 

Example. — A bobbin, of which the nett winding-space is 10 inches 
long and li inches deep, is to be wound with 540 turns of wire. As- 
suming a space-factor of o-6, the resistance per cubic inch, at 60° C, 
will be o -000000789 X 540 X 540 ^ (15 X 15 X -6) = o -001704 ohm. 
And if the mean length of one turn is 44 inches, the total volume will 
be loX iiX44 = 66o cubic inches, making the total resistance 1*125 
ohms. 
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To find the proper gauge of wire to fill a given bobbin to a 
prescribed resistance, — Dividing the prescribed resistance by 
the volume of the winding space, one obtains the number of 
ohms per cubic inch. Reference to a table of wires with vari- 
ous thicknesses of covering for which the values are known, 
will enable the proper gauge to be picked out. For such Wire- 
Gauge Tables see the Appendix. 

To find the proper gauge of wire to carry a given current. — 
Suppose, as in the case of a shunt machine, one can estimate 
beforehand the permissible current, by dividing the permis- 
sible number of watts wasted on excitation by the voltage of 
the dynamo, one may then estimate the gauge of the wire re- 
quired by knowing what is a suitable ampere-density. In 
stationary coils a density of 600 to 900 amperes per square 
inch is customary. (This is roughly from i to i^ amperes per 
square millimetre.) Otherwise stated, one allows from iioo 
to 1666 square mils per ampere, or 1400 to 2100 circular mils 
per ampere. 



Example. — Estimate the gauge of wire required for the magnets of 
a 300 kilowatt shunt dynamo at 500 volts. Assume that one can afford 
a I per cent, waste of energy, or 3000 watts. At 500 volts this is 6 
amperes. The wire, at 600 amperes per square inch, will require j^Tf 
of a square" inch or 12,566 circular mils section. Reference to wire 
gauge tables shows that the nearest size is a No. 11 S.W.G., which has 
a section of 0*0105 square inch,- or 13,200 circular mils. This has 
(at 60° C.) a resistance of 0947 ohms per 1000 feet, and a weight of 
41 lb. per 1000 feet. Now that 500 volts shall send 6 amperes implies 
a total resistance of 500 -^ 6 = 83 -3 ohms. The total length of shunt 
wire needed will therefore be 83 -3 -^ o -947 or about 87 times 1000 feet, 
or 87,000 feet, weighing about 3567 lb. 



In small machines the current density in the shunt-winding 
may safely exceed 1000 amperes per square inch, and even 
attain 1400. In the Scott and Mountain generators, p. 198, it 
varies from 660 to 1360. 

Given the ampere-turns, the volts, and the mean length of 
one turn to find the gauge of the wire, the resistance, the num- 
ber of turns and the volume. 
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This case derives its importance from its use in calculating 
shunt windings. Let the prescribed number of ampere-turns 
be called CS, neither C nor S being separately known. Let 
the volts applied to the terminals of the bobbin be V, and let 
M denote the mean length of one turn. (In many cases this 
will be only approximately known at first.) Let r^ stand for 
the resistance per inch length, and p^ the resistance (of the 
covered wire) per cubic inch. These las>t are supposed to be 
tabulated for various gauges. Now the resistance R of the 
coil may be expressed in two different ways : 



R= jMr,S . . . (i) 



and 
whence 



C 
Mr,CS = V, 



= /-,; . . . (2) 



(CS)M 

which fixes the gauge. 

Example. — A shunt dynamo with 8 coils in series, working at 200 
volts, requires 5200 ampere-turns of excitation per pole. The pole 
cores are circular of 10 inches diameter: the winding is expected to 
lie about 3 inches deep; whence internal diameter of windings will be 
about II inches, external about 16, so that the mean length of i turn 
will be about 42 -5 inches. Then V = 25 ; CS = 5200 ; M = 42 -5 ; 
whence n = 0-0001131 ohms per inch. This is equal to 0-0013572 ohms 
per foot or i -357 ohms per 1000 feet. Referring to the Wire-Gauge 
Table in the Appendix we observe that the nearest larger size is a No. 
12 S.W.G., which (at 60** C.) has a resistance of 1*114 ohms per 
1000 feet. 

If a square wire is to be used, the area in square mils may 
be found by dividing o * 79 by the number of ohms per inch 
calculated as above. 

The gauge having been found, let a suitable thickness of 
insulation be fixed upon and the resistance per cubic inch p^ 
be ascertained. It may be noted that if square order of wind- 
ing be assumed then p^ ^ w -r- rfj^ ; where d^ is the diameter 



Digitized by 



Google 



54 Dynamo Design. 

of the covered wire in mils : but p ^ is best taken from actual 
tables of windings that have been carried out. li Pi is thus 
known, p^ X volume = R. If the volume of the coil is given 
this settles the resistance,^ and if R is thus ascertained dividing 
it by Mr^ gives the number of turns S. Or dividing R by r^ 
gives the total length required for the coil. 

If the volume of the coil is not prescribed beforehand we 
must work from other data. Suppose the number of watts 
that may be wasted in heating is given. (This may be esti- 
mated (a) as a percentage of the whole output, see p. 117 or 
(b) from the estimated available cooling surface and the per- 
missible rise of temperature, see p. 66.) Call the watts that 
will be wasted in heating the coil W. Then 

W = VC = C^R = VVR . . (3) 

and as R = jo^ X volume 
it follows that 

V* V 

volume = ^p^ = ^, . . (4) 

From this we see that the volume can be calculated if either 
the watts or the current are prescribed. 

If the permissible temperature is also prescribed this (see 
p. 66) fixes the permissible number of watts per square inch 
of cooling surface; and this latter being settled, determines 
the number of square inches of surface that t-*e coil must have. 
If the coil as designed proves to have an insufficient surface, 
then it must be re-designed so as to have a longer length, or 
else the volume of the whole must be increased, and a greater 
weight of copper used ; and if new dimensions are thus chosen 
a new value must be taken of the mean length of one turn 
and the computation repeated. 

It must be ever borne in mind that in shunt windings, if 
the mean length of one turn is prescribed, and a given number 
of ampere-turns is prescribed, everything depends upon the 
resistance per turn, and therefore on the gauge. Suppose a 
shunt winding to have 1000 turns, it will have a certain resist- 

^ See also formulae by Lowit in Elektrot. Zeitschr., xxi. 88 1, 1900. 
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ance, therefore at the prescribed voltage takes a certain current 
producing a definite number of ampere-turns. Now suppose 
that half the windings are cut out, while preserving the same 
mean length per turn. The remaining 500 turns will offer 
half the resistance, and will therefore receive twice as much 
current as before, bringing up the ampere-turns to the previous 
value; but the C^R loss will have been doubled. Increasing 
the length of a shunt bobbin while preserving the same depth 
of winding and same gauge of wire, will therefore enable the 
required excitation to be obtained with a lessened waste of 
energy. 

If the volts, heat loss, the watts per square inch, mean 
length of one turn, and resistance per cubic inch are all known 
the length L of the bobbin (in inches) can be found from the 
formula 

L=(^?-;^)-^^'= ... (5) 

where W is the number of watts of permissible heat loss, and 
^ the permissible number* of watts per square inch, dependent 
on the permissible temperature rise. 

Another way of calculating the gauge of the wire from the 
ampere-turns, the volts, and the mean length of one turn is as 
follows: — Let k be the resistance of a wire i inch long and 
I mil in diameter, ( = o • 9 ohms at 30° C), then 

R - Y - ^SM 
where d is the diameter in mils. We may deduce: — 



//&CSM ,^, 

= V ^^ • • • ^'^ 



Example. — Taking, as in the former example, V = 25; CS = 520o; 
M = 42*5; and taking fe = 0-9, the formula gives ^ = 89*2 mils, which 
is between Nos. 13 and 14 S.W.G. If we had taken the temperature as 
50° C, we should have had k z=zo -972, and rf = 92 mils, which is almost 
exactly No. 13 S.W.G. 

If square order in the winding be assumed the number of 
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turns in one layer and number of layers, occupied by a coil 
of S turns of external diameter d^ mils, having a nett length of 
winding space L (inches), can be calculated from the following 
formulae : 

No. of turns in i layer = 1000 L -r- d^. 
No. of layers *' = Sd^ -r- 1000 L. 

Hence the radial depth or thickness T of the coil would 
be 

T = Sdi -r- 1,000,000 L; 

but owing to bedding, T will probably come a little less than 
this. Further, it is not safe to assume without trial that the 
number of turns in one layer can be found by the formula 
from a measurement of d^ made with callipers. The right 
way is to try by winding a piece of coil with the wire in ques- 
tion. A few turns may be wound on a wooden core and the 
length occupied by 10 turns should be accurately measured, 
and divided by 10 to find the working value of d^. 

Curves to facilitate calculations for magnet winding have 
been given by Mr. H. H. Wood in the Electrical World, xxv, 
pp. 503 and 529, April 1895. 

The following rules, due to Mr. Kapp, give the zveights of 
copper in coils, W. standing for the permissible number of 
watts wasted, D the mean diameter in inches, M the mean 
length of one turn in inches (for coils not circular in shape), 
and CS stands for the prescribed number of ampere-turns of 
excitation. 

weight in lbs. = 2*4 X lo"" X ^-^ ; . (7) 

(CSV M' 
weight in lbs. = 0*245 X io~" X ^^ — ^ • (8) 

Coil Winding. 

Coils for field-magnets may be classified as (a) bobbin- 
wound, (b) former-zvound. In those wound on bobbins no 
special instructions are needed, except as to modes of fixing 
and bringing out the ends. Square wire is preferable in every 
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case where the wire is to be wound to a radial depth exceeding 
one inch, as it gives a much better space-factor than round 
wire. Better still is edge-strip winding where it can be used. 

Field-magnet Bobbins, — These are made variously of brass 
with brass flanges, of sheet iron with brass flanges, of very thin 
cast iron, sometimes even of zinc. Some makers use sheet 
metal with a flange of hardwood, such as teak. The reader 
should examine the examples given in the following pages: in 
particular the Scott and Mountain machine, page i5o, Plate 
II.; the Kolben machine, page 216, Plate VII.; and the Eng- 
lish Electric Manufacturing Co.'s machine, page 222. Ample 
pains must be taken to line the bobbin with adequate insulating 
materials such as layers of press-spahn, vulcanized fibre, or 
varnished mill-board. Great attention must be paid to the 
manner of bringing out and securing the inner end of the 
coil. If a bobbin is simply put upon a lathe to be wound, the 
inner end of the wire, which must be properly secured, re- 
quires to be brought out in such a way that it cannot possibly 
make a short-circuit with any of the wires in the upper layers 
as they cross it. A method of winding which obviates all 
difliculty on this score is to wind the coil in two separate halves, 
the two inner ends of which are united, so that both the work- 
ing ends of the coil come to the outside. Fig. 14 shows such a 
bobbin. The windings are secured by bindings of tape. This 





Fig. 14.— Bobbin with both Fig. 15.— Strip- wound Coil. 

Ends at Outside. 



method of construction has been used for years in winding 
the secondaries of induction coils, where it is desirable to keep 
the ends of the winding away from the iron core and from the 
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primary coil. Mr. C. E. L. Brown introduced a method (Fig. 
i6) of piling up the windings conically, without any end 
flanges, thus avoiding some of the risks of break-down: and 
for high voltage work he adopted the plan of similarly piling 
the windings into two heaps, so that both the free ends come at 
the outside. In winding copper strip for the coils of tramway 
motors a similar device has been resorted to ; the union of the 
two strips being effected at the interior of the coil as in Fig. i6. 
In another form of machine, by Messrs. Alioth, the pole 
cores, which are removable, are themselves shaped to serve 
as bobbins, and, after being served with a protecting layer of 
insulation, are wound in the lathe. This is shown in Fig. 17. 




Fig. 16.— Piled Coil. 



Fig. 17.— Wound Pole-Core. 



Former-wound coils are wound upon a block of wood to 
which temporary checks are secured to hold the wires together 
during winding.^ Such coils have pieces of strong tape wound 
in between the layers and lapped at intervals over the windings 
so as to bind them together. For tramway motors, which are 
subject to excessive vibration, very strong tapes must thus be 
woven in ; and the completed coil is served with two layers of 
tape each separately soaked in insulating varnish. The whole 
coil is then soaked with insulating varnish and stove-dried. 
Preferably a current is sent through the coils to heat them 

* For an illustrated account of the use of former blocks in winding, see the 
Electrical Engineer (London), for May 1902. 
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internally while they are being baked. They thus become 
thoroughly mummified and hard. For such motors an asbestos 
insulation is sometimes prescribed. All field-magnet coils, 
whether bobbin-wound or former-wound, ought indeed to be 
thoroughly soaked with varnish and stove-baked. 

Bringing ant and fixing of Ends. — Figs. i8 to 20 illustrate 
methods used for bringing out the ends of coils. In Fig. 18 
copper strip, laid in behind an 
end-sheet of insulating material, 
makes connexion to the inner 
end, as shown in the upper side 
of the figure, while another 
strip, shown in the under side 
similarly inlaid, serves as a me- 
chanical as well as an electrical 
attachment for the outer end of 
the winding. This device is 
due to Mr. Kapp. 

Another method, due to 
Messrs. Ganz and Co., is illus- 
trated in Figs. 19 and 20. 

A simple device for secur- 
ing the outer end is to fashion 
a terminal piece like Fig. 21 so 
that it can be laid upon the 
windings, the last three or four 
turns of which are wound over 
its base, and after winding are 
bared at the place and soldered 
securely upon it. 

Insulation of Field-Magnet 
Coils. — It is not absolutely 
necessary to use any mica preparation for insulation of field- 
magnet bobbins, several layers of paper preparations being 
more often used. One tenth of an inch thickness, if made up 
of several superposed layers, is generally adequate. Var- 
nished canvas is useful as an underlay, and press-spahn or 
vulcanized fibre for lining the flanges. It is important to pro- 





FiG. 18.- 
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OUT Ends. 
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tect the joint between the cylindrical part and the flanges. As 
an example of careful insulation, may be cited the method 
adopted at Schenectady for insulating, the magnets of the Edi- 
son bipolar machines, working at i GO to 125 volts, which are 




Figs. 19 and 20. — Method of Bringing out Ends. 

insulated as follows: End-rings of hard rubber are wedged 
upon the iron cores with mica. When bits of sheet mica are 
used, these are cut to be i^ inch wide and at least 3 inches long ; 
but when ''made mica" sheets are used, long strips 5 inches 
wide are cut, and conformed by heating to the curvature of the 
core. In either case the mica projects at least i inch on the 




Fig. 21. — Coil Terminal Piece. 

inner side of the ring. Then over the core is laid one layer of 
varnished muslin 24 mils thick, cut to the exact width between 
the end-rings. Upon this are placed two layers of plain pressed 
board 20 mils thick, cut one inch wider than the width be- 
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tween the end-rings, and serrated with V-cuts J-inch deep at 
its edges, so as to allow these edges to make flanges against 
the end-rings, tne serrations of the two layers breaking joint 
one with the other. The total thickness of core insulation is 
thvis 64 mils. A core-paper is laid between every four layers 
of winding. Between series and shunt coils, in compound- 
wound machines there is as careful an insulation as on the 
cores. When the winding is completed two layers of pressed 
board are laid over, and served with an external winding of 
hard rope, and varnished. 

For machines up to 250 volts, 4 layers of oiled pressed 
board are used over the muslin. 

For machines up to 500 volts or more, 3 layers of oiled 
linen 5 mils thick, not turned up at edges, are placed over the 
muslin. Over these come first 4 layers of oiled pressed board, 
and then 2 layers of plain pressed board, the latter with 
edges serrated to form flanges. This makes a total thickness 
of insulation 159 mils. Core-papers are laid between every 
3 layers of winding, and three layers of pressed board are 
served on the outside. 

The protective external lagging covering the outer surface 
of the completed coils is not altogether a benefit, for it tends 
to prevent dissipation of heat. 

Ventilation of Field-Magnet Bobbins. — It is not usual to 
ventilate the bobbins of field-magnets; but in some cases, as 
for example the magnet-wheels used for alternators, some 
makers design the bobbins to be of greater length (parallel to 
the shaft) than the length of the pole-core, thus affording 
windways. Also the series coils of compound-wound genera- 
tors are sometimes supported away from the shunt-coils, with 
jair-ways between them. 

Heating of Coils. — The heat inevitably generated in the 
copper coils is dissipated in two ways. It passes by conduc- 
tion through the copper and the insulation, either to the ex- 
ternal surface, whence it passes off by radiation and convexion 
into the air, or to the magnet core and yoke, which in turn 
conduct it away and dissipate it from their surfaces. In large 
multipolar machines the masses of metal in the pole-cores and 
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magnet frame are more efficacious than the external surface 
of the coil in dissipating the heat. 

Some considerations in general concerning the heating of 
coils may here be discussed. If it be assumed that the thick- 
ness of the insulation is proportional to the thickness of the 
wire upon which it is wound, it follows that the weight of 
copper in a coil filling a bobbin of even dimensions will be 
the same, whether a thick wire or a thin one be used. Further, 
for a given volume to be filled with coils, the resistance in ohms 
of the coil will vary directly as the square of the number of 
turns in the coil. For if a coil wound with lOO turns of a 
given gauge be rewound with 200 turns of a wire having half 
the sectional area, the resistance of the new winding will ob- 
viously be four times as great as that of the original winding. 
Also by a similar argument, it follows that the resistance of 
a coil of given volume will vary inversely as the square of 
the sectional area of the wire used. And as the area is propor- 
tional to the square of the diameter of the wire, it follows that 
the resistance is inversely proportional to the fourth power of 
the diameter of the wire used. 

The amount of heat developed per second in a coil is the 
product of the resistance into the square of the strength of 
the current. To avoid waste, therefore, no unnecessary resist- 
ance should be introduced into any main-circuit coil. It is 
easy to show that with a coil of given volume, the heat-waste 
is the same for the same magnetizing power, no matter whether 
the coil consists of few windings of thick wire of many wind- 
ings of thin wire. The heat per second is C^Rm» and the mag- 
netizing power is S C; C being the current, R„ the resistance, 
and S the number of turns. But Rm varies as the square of S, 
if the volume occupied by the coils is constant. For suppose 
we double the number of coils, and halve the cross-sectional 
area of the wire, each foot of the thinner wire will offer twice 
as much resistance as before; and there are twice as many 
feet of wire. The resistance is quadrupled therefore. The 
heat is then proportional to C^ S^ : and therefore the heat is 
proportional to the square of the magnetizing power. If, 
therefore, we apply the same magnetizing power by means 
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of the coil, the heat-waste is the same, however the coil is 
wound. To magnetize the field-magnets of a dynamo to the 
same degree of intensity requires the same expenditure of 
electric energy, whether they are series wound or shunt wound, 
provided the volume is the same, and the space factor is un- 
altered. Any increase in the space-factor is equivalent to a 
larger volume, or to the discovery of a wire having a lower 
specific resistance. With a higher space-factor the prescribed 
excitation can be attained with a lesser waste of energy. This 
is the reason for the advantage of using square wire or strip 
winding instead of round wire. 

A simple way of looking at this matter is to regard the 
whole winding as consisting of one turn, there being a current, 
equal to the total ampere-turns, going only once round. Then 
this current divided by the total cross section of copper gives 
the current-density. We then see that for equal-sized bobbins 
(containing the same amount of copper) the magnetizing effect 
is simply proportional to the current density. Further, the 
power wasted per lb. of copper is proportional to the square of 
the current-density. The following Table VII. gives the waste 
in watts for different current-densities in both inch and centi- 
metre measure. The temperature of the coil is taken at 30° C, 
at which temperature the resistance of an inch cube of copper 
may be taken at o • 7 X io~^ ohm. 

If the volume of the coil (and the weight of copper in it) 
may be increased, then the heat-waste for a given magnetizing 
force may be proportionally lessened. For example, suppose 
a shunt-coil of resistance r has S turns ; if we wind on another 
S turns in addition, the magnetizing power will remain nearly 
the same, though the current will be cut down to one-half 
owing to the doubling of the resistance; and the heat-loss 
will be halved, for 2 R^ X (i C)^ will be ^ C^ R„. 

It is assumed in the foregoing argument that we get double 
the number of turns on if we halve the sectional area of the 
copper wire. This is not quite true, because the thickness of 
the insulating covering bears a greater ratio to the diameter 
of the wire for wires of small gauge than for wires of large 
gauge. In designing dynamos, moreover, one ought to be 
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guided by the question of economy, not by the accident of 
there being only a certain volume left for winding. If there 
is insufficient space round the cores to wind on the amount of 
wire that economy dictates, new cores should be designed, 
having a sufficient length to receive the wire which is economi- 
cally appropriate. 

TABLE VII. — Loss of Power in Copper Conductors at Different 
Current-Densities. 



Current-Density. 


Watts convertetl into Heat. 


Amperes per 
sq. in. 


Amperes per 
sq. cm. 


Per cubic in. 
of copper. 


Per cubic cm. 
of copper. 


Per lb. of 
copper. 


400 


62 


0*II2 

* 


00068 


0-548 


500 


77-5 


0175 


00106 


0-544 


600 


93 


0252 


00154 


0-784 


700 


108-5 


0340 


00204 


I -057 


80a 


124 


0-448 


0-0273 


1-393 


900 


I39'5 


0-567 


00340 


1-758 


1000 


155 


0-7 • 


0042 


217 


1500 


232 


i'57 


0096 


4-88 


2000 


310 


2-8 


OI71 


8-71 


2500 


387 


4*37 


0266 


13-59 


3000 


465 


6-3 


0384 


19*59 


3500 


542 


8-5 


0-510 


26-43 


4000 


620 


II'2 


0683 


34-83 



In order then that any coil (whether upon the armature or 
field-system) may not overheat, it must have sufficient surface 
relatively to the amount of heat developed in it by the current. 
For equal watt loss per unit area of radiating surface, the 
amount of heat developed will be entirely different in field- 
magnets and armatures, on account of the different conditions 
under which the heat is liberated, and consequently we must 
consider them separately. 

Heating of Field-Magnets and Stationary Bobbins gener- 
ally. ^ 
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Let w,tt be the total watts wasted in the field-coils at 
full load, that is w;^ = (Cm Rm + O RV) 
Ai be the total heat-radiating area of all the bobbins, 
in square inches, not counting end flanges 
and internal surfaces (if any.) 
6^ represent the final temperature rise above the 
surrounding air. 
Then 

and 
or 

The value of the constant h depends upon the depth of 
winding, upon the amount of the draught set up by the fan- 
ning action of the armature, and upon the condition of the 
air, that is, circulating or still. According to Mr. W. B. Esson, 
the value h may be taken as 55 for ordinary field bobbins. 
That is to say an emission of wasted .heat at the rate of i watt 
per square inch will cause a rise of 55° C. ; or, if 30"* C. be 
taken as the permissible amount of rise, the coil must expose 
I • 83 square inches per watt wasted in it. This figure appears 
to be low for modern machines. The temperature is here as- 
sumed to be measured by thermometer at the surface of the 
coil, covered with a pad of cotton-wool. For the usual shape 
and dimensions of field bobbins, more particularly those of 
multipolar machines other than iron-clad types, the formula 

6^{m Centigrade degrees) = -^ x 75 . (9) 

will be found to give good results. The^ value of the heating 
constant is higher for iron-clad types and enclosed motors. 
For shunt bobbins this formula gives directly the maxi- 
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mum shunt current C^ that may be used if the temperature 
rise is prescribed as a limit. Thus 

«;« = V X Cm = Cm Rm 



=V^ 



X A , . 

1 . . (lo) 



X Rm" ■ ■ 

Or, if the excitation watts and temperature rise are given 
we have for the necessary radiating surface of the coils 

A.= ^^^ (XX) 

In the case of edge-strip coils being used, the temperature 
rise will be much less than that calculated by these formulae, 
because in coils of this species the internally-generated heat 
is conducted much better to the surface, whence it escapes 
without the internal temperature rising so high. Messrs. Fer- 
ranti found the temperature rise after 6 hours in a 1500 kilo- 
watt machine at 150 revs, per min. to be only 16 deg. C. though 
the current-density was 920 amps, per sq. inch. In a 150 kilo- 
watt machine at 380 revs, per min., and 1200 amps, per sq. 
inch, the temperature rise was only 14 • 5 deg. C. after 6 hours. 
In one case where an edge-strip \vinding was in two layers 
with insulation between, though the current-density was only 
800 amps, per sq. inch, the rise was about 28 deg. C. after a 
5 hours' run. 

At the Oerlikon Works, a limit of 30 deg. C. assigned to 
the heating of a stationary bobbin, is found to correspond to 
an emission of 0*4515 watts per square inch: or 2 • 2 square 
inches of radiating surface are necessary for getting rid of each 
watt wasted in heating. This makes the constant h = 66. 

If we assume that a limit of temperature rise of 50 deg. C. 
above that of the surrounding air is safe, then the largest 
current which may be used with a given stationary magnet coil, 
is expressed by the formula : — 

maximum permissible current == 0*95 \ / w— • 
Similarly, for shunt coils we have 

maximum permissible voltage = 0*95 4/AR^. 
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Some recent measurements of the rise and distribution of 
temperature in field-magnet coils have been made by E. 
Brown,^ and by Neu, Levine and Havill.^ Brown's obser- 
vation made on a bipolar Siemens dynamo led him to note 
how efficacious in promoting cooling was the metal in prox- 
imity. He recommended that the bobbin-heads should be made 
as good conductors of heat as possible; that any gap between 
the pole-core and the bobbins should, if possible, be filled up 
with good conducting material; and that, as bobbins heat 
most at the mid-length they should be made of less depth there, 
that is of an hour-glass form. The Electric Construction Com- 
pany undulates (see Fig. 92) the profile of its field-coils for 
the purpose of better cooling. Messrs. Neu, Levine, and Ha- 
vill, using a bipolar Crocker- Wheeler motor, explored the dis- 
tribution of temperature throughout the cross-section of the 
coils, by electrical measurement of the rise of resistance of 
the various parts of the winding, and also measured the ap- 
parent rise of temperature with thermometers. They plotted 
isothermal curves showing how under varying conditions the 
temperature is distributed, when the coil was, (i) supported 
in the air, (2) standing on a table, (3) in place on the machine 
at rest, (4) in place on the machine running at full load; in 
each case the coil being heated for six hours at the rated volt~ 
age. The first case showed the greatest heating, for, though 
the table arrested the circulation of air, it seemed to cool the 
whole coil. The average rise in the four cases was 37 * 5, 33 ' 9, 
22 • 7 and 28 • 3 deg. C. respectively. In case 3 the iron core 
conducted away more heat than the external air, the point of 
maximum temperature being nearer to the surface than to 
the core. They observed on the machine running at full load, 
a rise of no deg. C. per zvatt per square inch of exposed cylin- 
drical coil surface; or on, the machine stationary, a rise of 
100 deg. C. This makes the formula: — 

W 

6^ (in Centigrade degrees) = -^ Xno (12) 

^Journal of the Inst, of Elec. Engineers, vol. xxx. page 1159, 1901. 
* Electrical World, vol. xxxviii. page 56, July 13, 1901. 
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leading to the result that if the limit of rise be set at 30 deg. C. 
there must be allowed no less than 3 • 66 inches of cylindrical 
per watt wasted in the magnet coil. It appeared that a sur- 
face exposed to contact with iron was nearly twice as efficacious 
as a surface exposed to air, leading to the rule : — 

W 

e^{m Centigrade degrees) = 34Q ^ ^ 1^75 A ^^^^ 

where Ao is the area exposed to air and A< that in contact 
with iron. 

They found the true mean rise of temperature as measured 
by increase of resistance to be i • 4 to 1 • 6 or more times as 
great as the apparent mean rise measured by thermometer. 

In the case of enclosed motors, without any resort to arti- 
ficial cooling, it is difficult to prevent the internal temperature 
from rising by as much as 100 deg. C. above that of the sur- 
rounding air. Some makers provide their enclosed motors 
with external radiating ribs to aid dissipation of the heat. For 
these the temperature-rise (according to Niethammer) may be 
reckoned as equal to about 95 to 140 times the total watts lost 
divided by the total surface, in square inches, that is exposed 
to the circulation of air. 

Heating of Armatures or Running Coils. — The amount of 
heat liberated in a rotating armature depends principally 
upon : — 

( 1 ) The heat radiating surface Ag. In estimating this, the 
number of square inches exposed to the cooling action of the 
air are to be taken, but it is a matter of discretion to estimate 
what proportion of the internal surfaces contribute to it. 

(2) The peripheral speed v of the winding. For small 
^armatures and ring winding the average peripheral speed 
(feet per minute) as given by the average diameter of the 
armature, is to be taken. 

(3) The proportion, within limits, of radiating surface to 
polar surface. Naturally, an armature nearly covered by the 
pole-pieces will not have, as a rule, such a good chance of 
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getting rid of the developed heat, as one whose radiating sur- 
face is more open to the air. 

The heating of an armature in which Wa total watts (iron 
and copper losses) are being wasted can be estimated from the 
formula 

•^-=a:x7+(^^ • • • ('^) 

where a and b are constants — the values of which are depend- 
ent on the type of machine. 

The constant a varies in ordinary well-ventilated machines 
of modern design from 50 to 90, while constant b appears to 
vary from o * 0004 to o • 0009, if v is in feet per minute. The 
curves given in Fig. 22 are, however, more convenient to em- 
ploy for estimating the temperature rise, as representing what 
is usually found in modern practice. The ordinates represent 
the rise of temperature per watt per square inch and the ab- 
scissae the peripheral speeds. Curve A A is to be used for 
small unventilated armatures, and is based upon the average 
results of Messrs. A. H. and C. E. Timmermann,^ and with 
tests made upon actual machines. Curves B B and C C are to 
be used for estimating the temperature rise of small well- 
ventilated armatures and large ventilated armatures more or 
less of a fly-wheel nature, respectively. 

Hence to find the temperature rise 6^^ of any armature 
running at a peripheral speed of v feet per minute: Divide 
the number of watts wasted by the number of square inches,, 
and then from one or other of the curves find the tempera- 
ture rise corresponding at the peripheral speed in question. 

At the Oerlikon Works, it was found that, taking a surface 
speed of about 2000 feet per second, each square inch of arma- 
ture surface (external), and a permissible temperature rise 
of 30** C, each square inch could dissipate -from i • 29 to i • 61 
watts ; or each watt requires from 0*6 to 0*8 square inch. 
Assuming 4 per cent, of the output to be wasted in armature 
heat, or 40 watts per kilowatt, the necessary armature surface 
must therefore be about 24 to 32 square inches per kilowatt 
of output. 

* Trans, Amer, Inst. Electr. Enginters, x. 1*93. 
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Owing to the cooling effect of the air-currents when the 
armature is running it is found that when a dynamo is stopped 
at the end of a long run, the surface temperature immediately 
rises above what it was when the machine was running, as the 
heat which is being conducted outwards from the hotter in- 
terior is not now so rapidly got rid of. Thus we find that in Ad- 
miralty specifications it is laid down that after the end of a run 




ir^QO 2000 3000 4000 8000 

Fig. 22. — Curves for Estimating Temperature Rise. 

of six hours at full-load, no part of the machine shall at the end 
of one minute after stopping show a greater rise than 30° F. 
( — 16 -6® C.) above the surrounding air. This does not by 
any means imply the final temperature rise, because the ther- 
mometer will invariably continue to rise for a much longer 
period than one minute. But in any case this temperature 
limit is needlessly low, as a rise of twice as much would be 
perfectly safe, even in the hottest engine-room. 
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CHAPTER IV. 

INSULATING MATERIALS AND THEIR PROPERTIES. 

Insulating materials may be classified under several 
heads : — 

(i.) Vitreous, including glass, **vitrite," and sundry 
kinds of slags. 

(ii.) Stony, such as slate, marble, steatite, mica, asbestos, 
kieselguhr, stone- ware, porcelain, '*petrifite/' 

(iii.) Osseous, such as bone and ivory. 

(iv.) Resinous, including shellac, resins of all sorts, copal 
and other gums. 

(v.) Bituminous, as bitumen, asphaltum, pitch. 

(vi.) Waxy, including bees- wax, solid paraffin, ozokerit, 
and the like. 

(vii.) Elastic, such as indiarubber, natural and vulcan- 
ized, ebonite, gutta-percha. 

(viii.) Oilyy including various oils and fats of animal and 
vegetable origin, as well as mineral petroleum. 

(ix.) Cellulose, including dry wood and paper; man> 
natural substances, such as bamboo, wood pulp, 
and many preparations of paper and of wood 
pulp, papier-mache, press-spahn, manila-paper, 
vegetable parchment, "vulcanized fibre," cellu- 
loid, "Willesden paper." 

(x.) Silky and allied animal tissues such as cat-gut. 

(xi.) Sulphur. 

From these materials, . or some of them, there are now 
manufactured a number of artificial preparations known under 
trade names, such as ''ambroin," "megohmite," *'stabilite," 
"micanite," "vulcabeston," oiled-paper, "empire cloth," insu- 
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lating tape, and kindred fabrics ; also special varnishes such as 
"armalac," "japan," **enamelac," "Sterling's varnish," and 
"Scott's rubber varnish." 

Dielectric Resistance. — All insulating materials are me- 
chanically bad. They differ enormously in their specific elec- 
tric resistance, and iii their power of resisting penetration by a 
spark. They all share the particular property that as their 
temperature is raised their electric resistance decreases enor- 
mously, and in general they become fairly good conductors so 
soon as any chemical change begins. Even marble, glass, and 
porcelain begin to conduct as electrolytes below a red heat. 
Some are liable to absorb moisture from the atmosphere and so 
lose their insulating properties. 

The most important thing to know about such insulating 
materials as are used in dynamo construction is their power 
to resist being pierced by a spark. It is also important to 
know whether they are hygroscopic, whether they are im- 
paired when their temperature is raised, and whether they de- 
teriorate with time. 

Porcelain and stoneware are used for insulating bushes, 
and as supports for terminals. Dry wood and paper prepara- 
tions such as press-spahn, vulcanised fibre, paper-mache, oiled 
canvas and the like are only used for low voltages, or as 
secondary insulators, that is insulators which, while mechanic- 
ally holding the conducting parts apart, form a backing for 
some better primary insulator such as mica. 

Experimental data as to the dielectric strength of insulat- 
ing materials have been made from time to time by various 
authorities. From these the following have been collected. 
Fig. 23 relates to layers of pure mica and of oiled canvas of 
different thicknesses, and to the number of volts required to 
break them down. The experiments, which were made at the 
Oerlikon works, consisted in putting layers of the substances 
between the electrodes, and gradually increasing the voltage 
until the substance began to heat up between the poles. 

Fig. 24 relates to micanite, that is to say to thin laminae 
of mica cemented together with a special gum such as pure 
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shellac. It is found that when a sheet of micanite is placed 
between two electrodes, and the voltage is gradually raised, a 
point is reached when, with a sheet of given thickness, a 
current begins to flow through the micanite, heating it up 
within, and producing a burning which rapidly destroys the 
insulation. Micanite is a good insulator even at 150° C, and 
its break-down when the limiting voltage is reached, appears 
to be due to the chemical decomposition, not of the mica, but 
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Fig. 23. — Curves of Dielectric Strength. 

of the cementing varnish. Pure mica in sheets, whether of 
white or of brownish or greenish tint, if clear has an enormous 
power of resisting puncture by the spark, some samples with- 
standing as much as 5000 or more volts per mil thickness. 
Mica-canvas consists of mica scrap sheets about 2 mils thick, 
and overlapping one another, cemented with shellac varnish 
between two sheets of canvas ; the total thickness being about 
50 mils and withstanding 3000 volts (alternating). Mica long- 
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cloth consists of mica scraps similarly cemented between a 
very thin "linen" fabric ; its thickness being about 25 mils. In 
making each of these compositions the sheets are baked for at 
least twenty-four hours in a steam-heated oven. 

The data given in the following table are only very ap- 
proximate, as in most cases the compositions vary somewhat, 
and differ at different temperatures. Taking these figures as 
being true at ordinary temperature of the air, it is probable 
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Fig. 24. — Insulation Voltage of Micanite. 



that in most cases a rise of 30 deg. Centig. would reduce them 
to half their value, pure mica being less affected, and paraf- 
fined paper much more affected than the rest of those men- 
tioned. 

A discrepancy appears between the figures for mica in 
this table (800 to 8000 volts per mil), and the Oerlikon figures 
(about 22 volts per mil). The Oerlikon figures relate to the 
production of the heating which indicates incipient break- 
down, while the figures in the table relate to piercing by a 
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sudden spark. Many makers allow, as a safe insulation, i 
millimetre per 500 volts, which is about 12 volts per mil. 

Hobart using a mixed insulation allows the following 
thicknesses in armature slots: i • 2 mm. for 115 volt machines, 
I • 3 mm. for ^30 volts, i • 5 mm. for 550 volts ; the guaranteed 
insulation test from copper to iron at 20° C. being from 2500 
to 3500 alternating volts applied for one minute.. 

TABLE VIII. 



Material. 


Dielectric 

Strength 

(volts per mil) 


Megohms per 
mil thickness, 
for I sq. inch. 


Remarks. 


Mica, clear flat . 




800-5000 


30,000 


varying in quality. 


Micanite plate . 




900-1200 


1,000,000 




Mica canvas . . 




60-70 


300,000 




Mica long cloth . 


• • 


6070 


300,000 




Mica paper, flexible * . 


300-800 


300,000 




Press spahn. . . 




300-400 


100 


hygroscopic. 


Paraffined paper . 




800-1000 


10,000,000 


softens when warm. 


Oiled paper . . 




500-900 


1350 


j made with pure boiled 
( linseed oil. 


Shellacked paper 




50-125 


20 


cartridge paper. 


Manila paper . . 




120 


4 


dried, unvarnished. 


Double cotton, shellacked 


250-300 


25 


as on D.C.C. wires. 


Hard rubber . . 




500 1200 


600 


varies much with quality 


Vulcanized fibre . 


■. 


120-200 


400 


hygroscopic. 


Thinnest insulating tape 


150 


20 


thickness about 7 mils. 


Vulcabeston .. . 


. 


20 


15 




Dry mahogany or 


maple 


15 


05 




Slate .... 




5 


05 


j ought to be boiled in 
j paraffin 





Dry wood is used in armature construction as a packing 
under windings to prevent abrasion where they turn through 
a sudden curve. Slate is only used for terminal boards, and 
must be free from metallic veins. Vulcabeston, consisting 
essentially of asbestos cemented together with a small quan- 
tity of rubber and vulcanized, is useful as being capable of 
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being moulded: it does not lose its insulating properties if 
heated even to 300° C. Stabilit, which is manufactured in 
sheets and tubes, is said to withstand 10,000 or 15,000 volts 
with a thickness of i millimetre or about 400 to 600 volts per 
mil. It is non-hygroscopic and can be moulded. The meas- 
ured resistance is about 40,000 ohms per mil thickness. Me- 
gohmite is a mica composition also capable of being moulded. 
All paraffined compositions have a very high apparent insula- 
tion resistance, but are quite unsuitable if the temperature 
rises so little as 30 deg. Centig. Cardboard baked and then 
while hot impregnated with shellac or other insulating varnish 
makes an excellent material for lining armature slots. An- 
other paper preparation is known as "Carton Lyon." For all 
voltages over 500, an insulation containing mica is to be pre- 
ferred, and indeed is indispensable for all high-voltage work. 

There is a serious objection to resin, shellac, and to var- 
nishes containing shellac and resin, that these substances when 
heated give off vegetable acids which in time corrode the cop- 
per. Hence other varnishes have been sought which are not 
open to this objection. Among these are ^'Sterling varnish" 
and "enamellac." 

The Pittsburg Insulating Company manufactures various 
fabrics and papers impregnated with "Sterling varnish" and is 
responsible for the following particulars : — 

TABLE IX. 



Material. 


Grade. 


Thickness 
in mils. 


Puncture Test - 
in volts. 


Guaranteed resist- 
ance to puncture. 


Bond paper . . . 


A 


4- 5 


5,000- 9,000 




Fibre paper . . . 


A 


6-7 


8,000-10,000 




Red rope paper . 


A 


9-10 


9,000-11,000 




Paper .... 


• A 


6-7 


8,000-10,000 




Paper .... 


B 


9-10 


14,000-16,000 


10,000 volts 


Paper .... 


C 


12-14 


20,000-25,000 


15,000 *' 


Linen .... 


A 


6-7 


5,000- 9,000 




Linen .... 


B 


10-11 


13,000-15,000 


10,000 ** 


Linen .... 


C 


15-16 


18,000-20,000 


15,000 '* 
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Insulating Materials. yj 

Sulphur mixed while melted with powdered glass, or with 
kieselguhr, forms a composition that can be poured into sockets 
or cavities and is an insulator. 

Insulation of Core-Bodies. — After a core-body has been 
assembled and properly clamped upon its spider, it must be 
protected by insulation, so as to diminish any risk of making 
short-circuit with any of the conductors. Although these are 
each separately insulated, insulation of the core-body is also 
necessary as a double protection. Smooth cores are insulated 
over the cylindrical surface as well as at the ends. Toothed 
cores are insulated along the slots, as well as at the ends. 
Core-bodies for ring- wound armatures must also be insulated 
along the inner periphery of the core. "Empire cloth'* is found 
very suitable for covering smooth cores. 

Insulation of Slots. — It is usual to line the interiors of slots 
with a layer of insulating material, "Empire paper" is suitable 
as a first lining. For machines working at 500 volts or under, 
a lining of varnished paper or cardboard, 20 mils thick, is con- 
sidered adequate, provided the individual conductors or the 
groups of conductors are themselves strongly insulated with 
micanite of 40 mils or 50 mils thickness. Sometimes a lining 
of mica-paper is used. For still higher voltages, micanite 
linings made of sheet-micanite are used. In the case of tun- 
nel slots, or slots that are nearly closed between T-shaped teeth, 
micanite tubes are preferred. These, indeed, are general in 
the case of high-voltage alternating generators and motors. 

For further and more detailed information the reader is 
referred to the following sources : — 

C. P. Steinmets.— Note on the disruptive Strength of Dielectrics. 
Trans. Amer. Inst. Elec. Engineers, x. 85, Feb. 21. 1893. 

Oerlikon Maschinen Fabrik. — Sitr le Calcul de Machines electriques, 
June 1900. 

Sever, Monell and Perry. — Effect of Temperature on Insulating 
Materials. Trans. Amer. Inst. Engineers, xiii. 225, May 20, 1895. 

Parshall and Hobart. — Electric Generators (1900). 

CanHeld and Robinson.— The Disruptive Strength of Insulating 
Materials, Electrical Engineer (N. Y.), xvii. 277, March 28, 1894. 
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CHAPTER V. 

ARMATURE WINDING SCHEMES. 

Armature windings for continuous current generators and 
motors may be classified under two heads : — 

1. Parallel Grouping. 

(a) Lap-windings (drum or barrel- winding), 
(fe) Ring- windings. 

2. Series and Series-Parallel Grouping, 

(a) Wave-windings (drum or barrel-winding). 

(b) Series ring-windings. 

A mixed lap and wave-winding is sometimes used for 
grouping former-wound coils. 

For a machine of prescribed speed and voltage the number 
of armature conductors necessary to produce the given volt- 
age will depend not only on the number of poles and on the 
magnetic flux per pole, but on the grouping adopted for the 
conductors. The formulae connecting these quantities are as 
follows, the symbols used having the following meanings : 

E =: the prescribed number of volts to be generated. 

n = number of revolutions per second. 

p = the number of poles. 

c =^ the number of circuits or paths that are in parallel 

through the armature from brush to brush. 
Ca= the whole current carried by the armature. 
Z = the whole number of conductors carried in the slots 

of the armature. 
K := the number of segments in the commutator. 
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N = the magnetic flux per pole, meaning the total number 
of magnetic lines that reach the armature from 
one pole. 

The current in any one conductor will obviously be equal 
to Co -T- c. 

The general formula then is 

E = « X Zx N X ^-Mo'' . . . (i) 

whence 

Z = — ^^-^ X 10^ .... (2) 
« x/ X N ^ ' 

In ordinary parallel groupings (lap- wound drum-armatures 
and ring-armatures) c ■= p,so that for these the formula (2) is 
simplified down to 

Ex 10'' f . 

^ = -vfT • • • , • ('^) 

Examples. — (i) In a parallel-wound armature of a 12-pole tramway 
generator of the English Electric Manufacturing Co. (^P 12 — iioo — 
100) ; E = 550; n = 1 '666; N = 25,647,000; /> = 12; c =12; hence 
by formula (2) or (2a) Z = 1248. 

(2) In the series-parallel armature of the lo-pole tramway generator 
of Kolben and Co., p.. 216 (MP 10—250—125) ; E = 550 ; n = 2 083 ; 
N = 12,110,000; p = io; c = 4; hence by formula (2) Z = 874. 

(3) In the series-parallel armature of the 12-pole tramway generator 
of the Oerlikon Co., p. 188 (MP 12 — 500 — 100) ; E = 55o; n = i -666; 
Z = 1326; p = 12; c = 6; hence by formula (i) N = 12,445,000. 

Radial Diagrams. — Figs. 25 and 26 are radial diagrams in 
which the conductors of the armature are represented by sbort 
radial lines, while the end-connectors are represented by curves 
or zigzags, those at one end of the armature being drawn with- 
in, those at the other end being drawn without the periphery. 
With such diagrams it is easier to follow the circuits and to 
distinguish the back and front pitches of the winding. The 
arrows show the direction of the induced electromotive-forces. 
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In Figs. 25 and 26 the armatures are supposed to be rotating in 
a 4-pole field. 

Fig. 25 is a diagram of a lap-winding and Fig. 26 a wave- 
winding. It will be seen that while the lap-winding gives four 
circuits in parallel, the wave-winding gives but two circuits. 
It is a series-winding and gives with the same number of con- 
ductors double the electromotive- force ; but, as the maximum 




Fig. 25. — Lap- Winding 4-pole Drum. 

conductance of any one conductor is alike for the two machines, 
the series-winding, with oidy two circuits instead of four, will 
only yield half the currents. 

Field-Step. — It will be noted that whereas in ordinary ring- 
windings and in lap-windings the winding at the completion 
of each element comes back to a point close to that from 
which it started, and therefore in the same polar region, the 
wave-windings all step forward to the next polar region of 
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the same name. There is no abstract reison why windings 
should not be imagined in which the step so made from one 
element of the winding to the next should not be to the region 
of a still more distant pole. Let m denote the number of 
such complete pole-pitches over which the step is made. Then, 
in general, we have for lap-windings m = o ; for wave-wind- 
ings m = I ; and for ring-winding w = o for parallel group- 




FiG. 26. — Wave- Winding 4-pole Drum. 

ing, or m = I for series grouping. The cases where m > i 
are not practical. 

Groups of Conductors. — Suppose an armature to have Z 
conductors arrayed in simple ^'elements" (either lap or wave) 
consisting each of two conductors joined together as a loop, 
the commutator needed would have, therefore, K segments = 
J Z. It is easy to see that, using the same commutator, one 
might double the number of conductors (and double the elec- 
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tromotive- force of the machine) by substituting for each **ele- 
ment" one consisting of four conductors wound as a double 
loop. Generalizing, we may say that if each **element" con- 
sists of a group of g conductors, if the number of such groups 
or elements be called G, then Z = ^G =: gK. In the case 
of ring-windings, where the simplest element is i turn, g may 
be any whole number, odd or even. For lap and wave-wind- 
ings g must be an even number. 

It is possible to go further, and imagine a mixed wave 
and lap-winding. For, beginning with a wave-winding, each 
element of which is a mere open loop of 2 conductors such as 
shown in Fig. 27, one can easily see that for it one might 



•x 




Fig. 27. 



Fig. 28. 



substitute a group of, say, six conductors consisting of three 
laps. Such groups are, indeed, frequently employed in prac- 
tice, for generating high voltages, as for example in tram-car 
motors, and in the high-voltage generator of Brown (Fig. 74), 
since this arrangement lends itself readily to the winding of 
coils upon formers in the shop. 

Winding FoRMULiE. 

Terms used in the Theory. — It is essential to understand 
the terms and the sense in which they are used. 

Any winding is said to be re-entrant which returns on 
itself so as to form a closed coil. An armature-winding is 
said to be singly re-entrant if it re-enters itself after simply 
passing in regular order through all the coils arranged around 
the armature core. Thus an ordinary Gramme ring, or a 
simple lap- wound drum-armature (Fig. 25), is singly re-en- 
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trant. There may, if used in a multipolar field, with several 
sets of brushes at its commutator, be various paths through it ; 
but so far as re-entrancy is concerned it is singly re-entrant. 
The symbol for a singly re-entrant winding is o. 

An armature may be wound with two independent circuits 
each of which is singly re-entrant. Fig. 29 shows a ring- 
armature wound thus. These two windings might have been 
furnished with two independent commutators, one at each end. 
But instead, the number of commutator segments is doubled, 
the two sets of bars being alternated or imbricated between 
one another. The brushes must be made broad enough to 
overlap at least 2^ bars of the commutator, so as to collect 
from both windings simultaneously. In a two-pole field, with 
two sets of broad brushes, this armature would give four paths 
in parallel from brush to brush. Such a winding is described 
as duplex. The odd numbers form one winding, the even 
numbers another. Three independent windings with three 
sets of commutator bars similarly imbricated would be called a 
triplex winding. 

An armature is said to be doubly re-entrant if its winding 
only re-enters on itself after having made two passages around 
the coils of the armature. This term is best elucidated by 
the example of Fig. 30. This consists of a ring-winding in 
17 groups. They are joined together in a way precisely akin 
to the duplex winding just described; each coil being joined 
to the next but one, but not to the one immediately next to it. 
But as the total number of sections is uneven, the coils do not 
form two separate windings. If we begin with the coil num- 
bered I, we see it is joined to 3, 5, 7, 9, etc. until we come to 
number 17, by which time it has completed one round of the 
periphery, but is not yet re-entrant, for now it goes on to the 
coils 2, 4, 6, etc., to coil 16, from which it finally re-enters 
the starting point. The symbol for such a doubly re-entrant 
winding is (q) . This winding will also require broad 
brushes that bridge over more than two sections of the com- 
mutator at one time. Like the duplex winding of Fig. 29, it 
doubles the number of paths from brush to brush. In fact, 
it is electrically the equivalent of a duplex winding save for 
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Fig. 29. — Duplex Winding, consisting of Two 
Singly Re-entrant Ring Windings. 




Fig. 30. — Doubly Re-entrant Ring Winding. 
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the fact that it requires an odd number of coils. In armatures 
of many turns this difference is quite immaterial. For ex- 
ample, an armature with 200 coils as a duplex winding, and 
a doubly re-entrant armature with 201 coils, if revolved at ^ (iJ 
the same speed in the same field would only differ by ^ of a '^ 
I per cent, in their electromotive-force. Lap-windings may - ., 
also be made doubly re-entrant, see Fig. 32, p. 95. A trebly- 
re-entrant winding might be made by choosing the number of 
sections so as to become re-entrant only after a travel com- 
pleting three rounds of the periphery. For example, a 20-coil 
ring- winding joined according to the following scheme: — 

1 — ^4 — 7 — 10 — 13 — 16 — 19 — 2 — 5 — 8 — 1 1 — 14 — 17 — 20 — 3 
— 6 — 9 — 12 — 15 — 18 — I. The symbol for treble re-entrancy 
is Q^ . It is the electrical equivalent of a triplex- winding 
made of three simplex singly re-entrant windings 0; 
and like the triplex-winding will require brushes broad enough 
to cover 3^ adjacent commutator bars at least. 

Armature windings are also described in terms of the num- 
ber of paths which they afford for the current to follow from 
the negative brushes through the windings to the positive 
brushes. This number, in closed coil armatures (which are the 
only ones here dealt with) is always even. In simplex par- 
allel-wound armatures (whether ring or drum) the number 
of such paths or circuits is always equal to the number of 
poles: in duplex parallel-wound armatures to twice the num- 
ber, and so forth. In simplex series-wound armatures, the 
number of such paths is always two : in duplex series-wound 
armatures, four, irrespective of the number of poles. It is 
common to refer to windings by the number of circuits they 
present: thus, one speaks of a ten-circuit winding, meaning 
one in which there are ten paths through the winding from 
— to +• The current in one circuit will be equal to the 
whole armature current divided by the number of circuits. 
There are also methods of winding due to Arnold, which result 
in a series- parallel arrangement. Thus it is possible to have 
a 6-pole machine, with 4 paths through the armature. This 
might be carried out as a doubly re-entrant wave-winding. 
(See page 96.) 
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The next term which requires definition is the pitch or 
spacing of the winding. This term denotes the distance from 
one element of the winding to the next similar element in the 
succession ; and it is usual to express the pitch of the winding 
in terms of the number of conductors spanned over, or less 
usually in terms of the number of elements of winding (loops, 
or groups of conductors) passed over, or sometimes in terms 
of the number of slots passed over. It is not usual to express 
the pitch, either in actual peripheral length, or in terms of 
angle subtended, or in terms of the pole-pitch. Suppose all 
the conductors to be numbered consecutively around the peri- 
phery of an armature, and that No. i is joined at the front 
end to No. i6, thus forming a loop, and that No. i6 is joined 
at the back end to No. 31, then the pitch at both ends is 15. 
In wave-winding the pitch at both ends is positive, that is to 
say the winding goes continually forward. In lap-winding the 
pitch at the two ends is different. Thus, if at the front end 
No. I is joined to No. 18, and if at the back of No. 18 the end 
connexion laps back to No. 3, the front pitch is + ^7* while • 
the back pitch is — 15. In that case the resultant pitcji is 2, 
and the average pitch is 8. We shall use the symbols y\ and 
y^ for the front and back pitches respectively, y for the total 
pitch and y for the average pitch. Since it is obvious that the 
simplest element, whether of lap or wave-winding, is a loop of 
two conductors united together, and since in every such loop 
one of the two conductors ought to be passing a south pole at 
the time when the other is passing a north pole, it follows that 
the width across the loop ought to be approximately equal to 
the pole-pitch. In fact the average winding-pitch must be 
in lap-windings a little less, and in wave-windings a little less 
or a little greater, than the pole-pitch. In lap- windings the 
larger of the two pitches may equal the pole-pitch, ought not to 
exceed it, but may (and with some advantage) be less; while 
the smaller of the two pitches should not be less than the width 
of the pole-face. 

Condition of Re-entrancy. — The condition that a winding 
shall return after a finite number of symmetrically spaced steps 
to the conductor from which it starts may be stated thus: — 
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The resultant step from element to element, multiplied by the 
number of conductors per element, and by the number of such 
resultant steps, must equal the whole number of conductors 
multiplied by some whole number. For example, let a lap- 
winding consist of 80 simple loops, having a resultant pitch 
= 2. This will be re-entrant if* the whole number of such 
conductors is 160. Ip the case of wave-windings, where the 
loops go zig-zagging around the periphery, the pumber of ele- 
ments per round, multiplied by the number of rounds, and 
by the number of conductors per element, will obviously give 
the whole number of conductors so united. Now the pitch 
must be such as to be approximately equal to the pole-pitch, 
but not exactly, otherwise the winding would become re-en- 
trant at the first round. Or conversely, the whole number 
of conductors must be such that with a winding-pitch approxi- 
mately equal to the pole-pitch, the winding shall become re- 
entrant only after a number of rounds. Thus, for example, 
in an 8-pole machine, with single winding pitch 25, the total 
number of conductors must not be 25 X 8 = 200, otherwise 
the winding would re-enter after the first round of 4 loops. 
It might be either 198 or 202, for then round after round would 
be completed before re-entrancy was finally attained. This 
example illustrates so well the essential principle of a simplex 
wave-winding that it may be further considered. Suppose we 
construct a wading table for this winding, using 202 = Z. 
Take the even numbers of the conductors as going down from 
front to back; the even numbers being the return conductors 
leading up from back to front. Starting with No. i the con- 
nexions run as follows : — 

I — 26 — 51 — 76 — loi — 126 — 151 — 176 — 201, the eighth step 
thus completing the first round, and failing to re-enter by 2 
places. The second round of eight steps similarly goes from 
201 to 199, the third to 197, and so forth. The winding thus 
recedes 2 places at each round. By the end of the twenty-fifth 
round 200 steps will have been taken, and the winding will 
have slipped back 50 conductors from No. i, and the 200th 
step will therefore end on No. 153. There remain two steps 
to be taken, viz. from 153 to 178, and from 178 to No. i, thus 
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Winding Table for 8- Pole Drum Armature; 202 Conductors; 
Series Grouping; Brushes (±) 135° apart. 



F 


B 


F 


B 


F 


B 


F 


B 


F 




D 


U 


D 


U 


D 


U 


D 


U 






I 


26 


51 


76 


lOI 


126 


151 


176 






201 


24 


49 


74 


99 


124 


149 


174 






199 


22 


47 


72 


97 


122 


147 


172 






197 


20 


45 


70 


95 


120 


145 


170 






195 


18 


43 


68 


93 


118 


143 


168 






193 


16 


41 


66 


91 


116 


141 


166 






191 


14 


39 


64 


89 


114 


139 


164 






189 


12 


37 


62 


87 


112 


137 


162 






187 


ID 


35 


60 


85 


no 


135 


160 






185 


8 


33 


58 


83 


108 


133 


158 






183 


6 


31 


56 


81 


106 


131 


156 






181 


4 


29 


54 


79 


104 


129 


154 






179 


2 


27 


52 


77 


.102 


127 


152 






177 


202 


25 


50 


75 


100 


125 


150 






175 


200 


23 


48 


73 


98 


123 


148 






173 


198 


21 


46 


71 


96 


121 


146 






171 


196 


19 


44 


69 


94 


119 


144 






169 


194 


17 


42 


67 


92 


117 


142 






167 


192 


15 


40 


65 


90 


115 


140 






165 


190 


13 


38 


63 


88 


113 


138 






163 


188 


II 


36 


61 


86 


III 


136 






161 


186 


^ 


34 


59 


84 


109 


134 






159 


184 


7 


32 


57 


82 


107 


132 






157 


182 


5 


30 


55 


80 


105 


130 






155 


180 


3 


28 


53 


78 


103 


128 






153 


178 


I 















finally completing the re-entrancy. Fig. 31 illustrates the first 
two rounds of this winding. It is assumed, but not shown 
that the winding is in two layers ; the conductors in the upper 
layer being those with odd numbers, those in the under layer 
with the even numbering. On examining this table it will 
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be seen that the conductor which is half way through the 
winding from No. i, is No. 102. These are not at opposite 
ends of a diameter, but are f of a circumference apart. As a 
matter of fact the brushes — two sets of which only are essen- 
tial, as there are only two circuits through the winding — may 
be either ^, f or | of a circumference apart. In one sense this 
winding has a 2S-fold re-entrancy, seeing that at every 8 steps 




Fig. 31. — Wave-Winding : 8-pole, 2-circuit, singly re-entrant. 



the periphery is perambulated. But, strictly, the winding is 
only singly re-entrant. Had there been 204 conductors, or 
196 conductors, so that at each round of eight steps the wind- 
ing receded or advanced by four places (instead of 2 places), 
the result would have been different, giving a doubly re-entrant 
winding with four paths. The number of paths through the 
armature corresponds to the number 2, 4, or 6, etc., by which 
the first round fails of re-entrancy. In the case illustrated 
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by the winding table we see that the principle of re-entrancy 
enunciated at the beginning of this paragraph is fulfilled, for 
the resultant step of 30 multiplied by the number which is 2, 
of conductors per element, multiplied by the number of re- 
sultant steps, namely (25 X 4) + i, makes 6060, which is 
an integral multiple of the whole number of conductors 202. 

Condition of each Conductor being encountered once, — It is 
not enough that the winding should be re-entrant. It should 
(in a simply re-entrant winding) be such that all the con- 
ductors should be encountered, and that each should be en- 
countered once only. 

Case I. Lap-Windings. — Let 3;^ be the forward pitch and 
3^2 the backward pitch, its actual value being negative. Then 
3^1 + y2 is the resultant step. If we confine ourselves to the 
practical case that each element or section of the winding is a 
simple loop, the number s of such sections will be equal to 
Z 

— ; and the number of sections (which is the same as the 
2 

number of resultant steps if multiplied by the length of each 
resultant step) will equal the total travel of the winding. This 
will be equal to Z if the winding is singly re-entrant. But if 
the lap has been such (for example if y^ is 25 and 3^0 is — 21, 
then 3^1 -|- 3^2 = 4) that re-entrancy is not effected without 
travelling more than once round the periphery, then the total 
travel will be equal to U Z, where U is the number of times 
the periphery has been travelled round. This gives us as the 
first condition that 

whence 

^^ = U. . (I) 

Now U may be 1,2, or any whole number ; hence it follows 
that >'i + 3^2 must in every case be an even number. Further, 
the condition that no conductor shall be encountered twice is 
that for no number of steps whatever shall 3;^ — 3^2, however 
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often repeated, be equal to y^. Or taking m as any whole 
number 



A^' 



whence \-\\ , v^"^ ^ 



7, < I — w* 



(2)>'- 



It follows from this inequality that y^ and 3^2 cannot pos- 
sibly have any common factor, and as their difference must be 
even, it follows that both of them must be odd numbers. 

Case IL Wave-Windings, — The resultant step for an 

Z 
element being 3^1 + y^, and the number of such steps being — 

2 

and the total travel being U times round the periphery, we 
have 

|(J.+7.)=UZ; 

whence also 

^• = U. . . (3) 

In the case of the winding-table given above where y^ and 
3^2 are each 25, the total travel is 25 times round the periphery. 
Now in order that no conductor be encountered twice it is 
clear that not by any number of repetitions of the step y^ + y^ 
shall it be possible to recur to the step y^ beyond any previous 
number of the repetitions of the step y^ + 3^2- Or, if m and n 
are any whole numbers it is clear that m times 3^1 + 3^2 must 
not equal n times 3^1 + 3^2 steps plus 3^1. Or in symbols 

^ {y^ +y.) < n (x +^J + J,. . (4)/^' 

It follows that in this case also y^ and y^ cannot have any 
common factory and as U may be any number, odd or even, it 
follows from [3] that as their sum must be even, both' of them 
may be odd. They may be, however, equal to one another, and 
this is the common case. 

General Formulce. — We are now ready to state the general 
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formulae for winuings. These may be put either ( I ) in terms 
of the number of segments K of the commutator, and of the 
pitch of the winding y/^ in terms of the number of commutator 
segments over which the element of the winding spans, or (2) 
in terms of the number of conductors Z and of the pitches 3^^ 
and 3^2 as defined above. 

These general formulae are as follows : — 

If y stands for the complete step, not from conductor to 
conductor, but from the first conductor of any group to the 
first conductor of the next group, m for the field step, and G 
for the total number of groups in the winding, we shall have 

i/7 ± c = ingQ[ = mTj . . (i) 

when 



and 



2;;/ ^ 



2mZ ^ 2C , . 

j' = -~p — ... (3) 



which are the general formulae for symmetrical windings. 
For lap-windings m = O, where it follows that 

7=-F-^; .... (4) 

y being dissected into 2 parts y^ and y^, of which y^ is negative, 
each of which is either equal to or slightly less than Z//>, and 
which differ from one another by 2c -f- />. 

For wave-windings in = i, so that the complete step be- 
comes 

2Z T 2C , . 

y = -^^ ... (5) 

and if this is made up of two equal back and front pitches y 
and 3^2 of equal value, we shall have 

y.=y.= '^^ . . . (6) 

In lap-windings the step of the winding at the commutator 
is related to winding pitch bv the simple rule : — 

7fc=J-^<^ . . . (7) 

Thus in a simple lap-winding, where 3; = 2, and where each 
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element of the winding is a simple loop made of two con- 
ductors so that ^ == 2, we have yj,=z i. 

It would be easy to write out a number of special formulae 
for special cases. Four each of lap and wave must suffice. 

Lap-Windings. 

(i.) Simplex Singly Re-entrant (Parallel) Lap-Winding. 
c ^=p ; m = 0; and, if ^ = 2 ; Z = 2G ^^ 2K. 
J = ± 2; 
^j < — and must be odd; 

-y. = .r. + 2; 
yu = I. 

(ii.) Duplex or Multiplex (Parallel) Lap-Winding, con- 
sisting of X independent windings, each of which is a simplex 
singly re-entrant lap-winding. 

c = px; m =^ 0; and if ^ =: 2, Z = 2G = 2K. 

7 = ± 2X; 

y^^ — and must be odd; 

yk= ±^- 

(Hi.) Simplex (Series Parallel) Doubly or Multiply Re- 
entrant Lap-Winding. (See remirk on p. 83 as to meaning of 
term.) c = 4, 6, or other even number greater than 2 ; m=^ o; 
and if 

^ = 2, Z = 2 G = 2 K. 

y=±'^; 

y^ ^ — and must be odd; 

y. =.r, -^; 
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(iv.) Duplex or Multiplex (Series- Parallel) Doubly or 
Multiply Re-entrant Lap-Winding, consisting of x independ- 
ent windings, each of which is a simplex doubly or multiply 
re-entrant lap-winding. Here jr = 2, 3, 4 or any whole num- 
ber; Ti = the number of circuits through any one of the in- 
dependent series parallel windings (may be 4, 6, or other even 
number higher than ^) ; m = c? ; and if ^ = 2, Z = 2 G = 2 K. 

y = ± xc^\ 
^, ^ — and must be odd\ 

y^ = J, --^^i; 

Figs. 32 and 33 afford examples of case ii, and case Hi. 
above. Fig. 32 is a duplex lap-winding in which /> = 4, 
Z = 32, Vi = + 9 and y^ = — 5- There are two independent 
circuits exactly as in the duplex ring-winding, Fig. 29, p. 84. 
Symbol 00. Fig. 33 corresponds to the doubly re-entrant 
ring-winding, Fig. 30, p. 84. In it /> = 4, Z = 34, y, = + 9 
and y^ = — 5. Symbol (q) . In both cases c = 8. 



Wave- Windings. 

(i.) Simplex Singly Re-entrant (Series) Wave-Winding, 
c = 2; fn= i; and if ^ = 2, Z = 2 G = 2 K. 
y is the average of y^ and y^. 

Z =py± 2; 

Z qp 2 and must be odd^ and must not liave 

any comri 
2 K qp 2 



/ any common factor with Z. 



yk = 



(it.) Duplex or Multiplex (Series) Wave-Winding, con- 
sisting of X independent singly re-entrant simplex wave wind- 
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Fig. 33.— -Simplex Doubly Re-entrant Lap-Winding. 
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ings. jT = 2, 3, 4, or any whole number ; the number of cir- 
cuits Ci, in any one of the simplex windings = 2 ; m = i ; and 
if ^ = 2 then Z = 2 G = 2 K. Number of circuits in parallel 

Z = xpy ± 2X\ 

7j^ 2X In those cases where j/ is 



^, = J, = 



y^ = 



xp even,^^ may = j+ I, 

and 7, = J/— I. 

2 K =F 2^ 

^7 * 



(m.) Simplex Doubly or Multiply Re-entrant (series- 
parallel) Wave-Winding; also called Arnold's winding. 
c = 4, 6, or other even number higher than 2; m = i; and, if 
^=2, Z = 2G = 2K. 

Z=py±c; 

Zqp^ 

2K =Fr 

^^ = ^~- 

(iV.) Duplex or Multiplex Doubly or Multiply Re-entrant 
(Series-Parallel) Wave-Winding, consisting of x independent 
wave-windings each of which is doubly or multiply re-entrant. 
c^ = 2, 4, 6, or other even number ; number of circuits in par- 
allel =i CiX; m = i; if ^ = 2, then Z = 2 G = 2 K. 

Z = xpy±c^x; 

_ _ Z =F^, ^ 
^' "" -^^ ■" xp ' 

2 K =F ^, ^ 

The circumstance that if in a wave-winding y and Z have 
any common factor there will be a corresponding number of 
independent windings, leads to some curious results. Further 
the circumstance that if in any wave-winding the number of 
circuits is made equal to the number of poles, leads to the 
result that in this case the wave-winding becomes identical to 
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a simple lap-winding or ring-winding. In the case of bipolar 
machines wave and lap-windings are identical, the only differ- 
ence being the question whether 3^^ = y^ or not. A series 
grouping cannot be effected by a lap-winding: it may be 
effected by a wave-winding or by a mixture of wave and lap- 
winding. In the case of 4-pole, 8-pole and 12-pole machines, 
a simplex series winding cannot be made with 4 conductors 
per segment of the commutator. Nor, in the case of 6-pole 
and 12-pole machines can a simplex series winding be made 
with 6 conductors per segment. In general, for a machine 
with w-poles or 2 « or 3 w-poles, it is impossible to make a two- 
circuit winding having n conductors per segment of the com- 
mutator. Or, stated another way, to make a two-circuit wave- 
winding, the number of conductors must not be a multiple of 
the number of poles. 

The number of circuits made by any winding can be cal- 
culated by the following formulae, derived from those previ- 
ously given. 

Lap-Windings, 

c = I p y, . . . (a) 

Wave- Windings. 

c = Z — p y^ . . (/3) 

if y^ =z y^. If not, then take instead of y^ the average pitch. 

Ring-Windings (parallel.) 

c = p y (r) 

Examples:— (i.) p = 6; Z = 374; K = 187; yi = 47» y* = — 45; c 
= 6. Here y = 2, the winding being a simple lap-winding. 

(11.) p = 6; Z==434; 3'i = 73. 3'a = 7i- This is a wave-winding 
with average pitch of 72. Hence by formula (J3), there will be two 
circuits only, the winding being singly re-entrant. Symbol O . 

(Hi.) p = 6; 2 = 442; ytzzzyi; y^ = — 67. This is a lap-winding, 
with y = yi-\-y2 = 7i — 67 =: 4. Hence by formula (a) there will be 
12 circuits, the winding being duplex singly re-entrant. Symbol O O. 

(iv.) /> = 8; Z = 572; yi = 71, 3^2 = 71. This is a wave-winding, 
giving by formula (/3) 4 circuits, the winding being doubly re-entrant. 
Symbol Q) 
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p-6 
Z-3Z 

Two-Circuit. 



c-Z 

Symbol O 

Simplex, Singly re-entrant. 
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Z-34- 



o-e 



Six-Circuit. Simplex, Trebly re-entrant. 
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p-6 
Z-3Z 

Two-Circuit. 



c-Z 

Symbol O 
Simplex, Singly re-entrant. 




The 

tEcpiivalent 



Fig. 34. 
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Six-Circuit. Simplex. Trebly re-entrant. 




The 



Fig. 35. 
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(v.") /> = 4; Z = 246; yi = 61, yt := 59. This is a wave-winding 
with average pitch 60, giving 6 circuits, with a trebly re-entrant wind- 
ing. Symbol (2) 

(i>j.) /> = 4; Z =2 438; yi = yt= HI. This is a wave-winding, but 
as Z and yi contain 3 as a common factor there will be 3 independent 
wave-windings, each singly re-entrant; and there will be 6 circuits. 
Symbol 0- 

Figs. 34 to 39 give ^ set of examples of wave-windings to 
elucidate the rules. 

Fig. 34 is a 6-pole, two-circuit winding (sometimes called 
"multipolar series"), with 32 conductors. The winding is 
singly re-entrant. The winding pitch y^ =z y^ =^ 5. Hence by 
the rule c = Z — p y, there will be two circuits. Below the 
figure is shown the equivalent ring, having the 32 conductors 
rearranged in the order of their occurrence (see Arnold's 
"reduced scheme," p. 112), the two circuits implying a two- 
pole field. The advantage of this mode of representation is that 
in the equivalent ring the windings do not overlap one anotner. 

Fig. 35 depicts a 4-pole, six-circuit winding, with 34 con- 
ductors and an average winding-pitch of 10. On examina- 
tion it will be seen that the winding, though simplex, is trebly 
re-entrant (symbol (^ ), making 6 circuits though there 
are only 4 brushes, in correspondence with the 4 poles. The 
equivalent ring, as shown, will be a 6-pole ring with 6 brushes. 

Fig. 36 is a 6-pole, four-circuit winding, having 32 con- 
ductors with an average winding pitch of 6. This produces 
a duplex-winding ; there being two independent windings each 
singly re-entrant. Hence there are four circuits (symbol O o). 
The equivalent ring will, of course, have a 4-pole field and 4 
brushes. 

Fig. 37 is a 4-pole, eight-circuit winding, having 32 con- 
ductors, with an average winding pitch of 10. It results in a 
duplex, doubly re-entrant winding (symbol (q) © )• 
The equivalent ring has 8 poles and 8 brushes. 

Fig. 38 is a 4-pole, six-circuit winding, with 30 conductors 
and a winding pitch of 9. As there is the common factor 3 
between ^ Z and y, there will be three independent windings, 
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coloured respectively red, green and black, and each is singly 
re-entrant, so that there are 6 circuits (symbol 0). This 
triplex winding should be compared with Fig. 35, which also 
results in a six-circuit winding. The equivalent ring has, of 
course, also three independent windings. 

Fig. 39 is a 6-pole, twelve-circuit winding, with 36 conduct- 
ors, and an average winding pitch of 8, resulting in a duplex 
trebly re-entrant winding (symbol Q^ ( ^ ). It re- 
quires but 6 broad brushes, though, as is obvious from the 
equivalent ring diagram, it has 12 circuits in parallel one with 
another. 

It will be noted that Figs. 34 and 36 depict two cases in 
each of which there are 6 poles and 32 conductors. They differ, 



SLOT 



SLOT 

2 



SLOT 
20 



SLOT 
21 



Fig. 40. 



however, in the winding-pitch, with the result that one is a two- 
circuit and the other a four-circuit winding. The latter would 
yield double the current at half the voltage. 

Further Examples of Drum-Windings. — An example of a 
lap-winding is afforded by the 6-pole Scott and Mountain 
generator, page 160, in which Z = 496, K = 248, ^ = 2, 
r = 6, 3/1 = 41, 3^2 = — 39> y = 2» ^he conductors lying in 124 
slots, 4 conductors per slot. As there are 6 poles there are 2o|- 
slots per pole. The coils are grouped to span over 20 slots, 
conductor No. i (upper) in No. i slot being united to con- 
ductor No. 2 (lower) in No. 21 slot; and No. 2 in No. 21 slot 
IS connected back to No. 3 (upper) in No. i slot, which in turn 
is joined to No. 4 (lower) in No. 21 slot, as shown in Fig. 40. 
This is then returned to No. i (upper) in No. 2 slot, and so 
forth. If the conductors were numbered consecutively, begin- 
ning with No. I, in No. i slot, those in No. 21 slot would 
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become Nos. 41, 42, 43 and 44. Hence if No. i is joined at 
the front end to No. 42, and No. 42 at its back end laps back 
to No. 3, the pitches are respectively y^ = 41, y^ = — 39, and 
y =^ 2. This is therefore a simplex singly re-entrant winding. 
As an example of a wave- winding we may take the lo-pole 
generator of Kolben (page 216 and Plate VI.). This has 874 
conductors lying in 437 slots, i.e, two conductors per slot. Now 
874 = 87 X 10 + 4. Hence iiy = 87, it follows that c = 4» 
and the winding will be doubly re-entrant, or is a series-parallel 
winding. The winding table may be constructed as follows, 
beginning with conductor No. i : — 



1st round . . . 


I 


88 


175 


262 


349 


436 


523 


610 


697 


784 


a7i 


2nd round . . . 


871 


84 


171 


258 


345 


432 


519 


604 


693 


780 


867 


3rd round . . . 


867 


80 


167 


254 


341 


428 


515 


600 


689 


776 


863 


44th round . . . 


703 


790 


3 


90 


177 


264 


351 


438 


525 


612 


699 


45th round . . . 


699 


786 


873 


86 


173 


260 


347 


434 


521 


608 


695 


87th round . . . 


531 


618 


705 


792 


5 


92 


179 


266 


353 


440 


527 


88th round . . . 


527 


614 


701: 


788 


I 















The winding becomes re-entrant after 87 rounds plus 4 
steps. It had become all but re-entrant by returning to No. 3 
(instead of No. i) after 44 rounds plus 2 steps. 

Mixed Wave and Lap-Winding. — None of the foregoing 
formulae take any account of certain symmetrical windings in 
practical use which are mixed. Fig. 42 is a simple example 
of such a winding, essentially a wave-winding, of which each 
element consists of 4 loops in series. Windings of this general 
character lend themselves to small or medium sized armatures 
with former-wound coils, as those of tramway motors, or for 
special high-voltage construction. An example is to be found 
in the high-voltage 4-pole dynamo of Messrs. Brown, Boveri & 
Co., page 205. This is a winding of great interest. There 
are 59 slots, receiving 59 former-wound groups of coils. Each 
group is made up of three separate "sections,'' so that the num- 
ber of ^'sections" is 177, and there are 177 segments to the 
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commutator. These sections are connected up as a wave-wind- 
ing. But each section itself consists of 4 loops or turns. There 
are therefore 24 wires through each slot, making 1316 con- 
ductors in all. They may be regarded as 177 "sections/' each 
consisting of 8 conductors united together; or, for purposes 
of calculation we may regard the whole thing as a wave-wind- 
ing of 354 conductors, and then substitute 8 conductors for the 
2 in each loop. Now to make a singly re-entrant wave-winding 




GROUP I 
UPPER LAYER 



5— > 



OROUP 92 
LOWER LAYER 



^-> 



tr 19 TtCTH * 

SPAN 




OROUP 179 
UPPER LAYER 



-IS TCCTM-- 
SRAN 



^-^> 




Fig. 41. 



of 354 conductors we must have an average pitch y such that 
py± 2 = 354 ; whence 3! = 89 or 88. As a matt.er of fact the 
average pitch chosen is 89, and the two actual pitches are 3^1 = 
87, 3^2 = 91, the winding table being as follows : — 



First round 



Second round 



I — 92 — 179 — 270—3 

91 87 91 87 

3— 94— 181— 272— 5 

91 87 91 87 
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and so forth. But the steps of pitch 91 are all of them laps of 
4 turns, while the steps of pitch 87 are mere connexions down 
to the commutator and then on to the next set of 4 turns in 
the succession, as in the following scheme : — 



/Upper 
iLower 



Groups |i 
CommuCfttOT Bar E 



/ ^270 / V / ^2 
9Cr 2 91 3 



/V'W'VW 



92 4 



etc. 



Now as there are 354 "groups" in 59 slots this is 6 
"groups" per slot, three "upper" of odd number and three 
"lower" of even number. As there are 6 in a slot we may take 
No. I slot as containing groups i to 6, No. 2 slot groups 7 to 
12, and so forth, so that No. 16 slot will contain 91 to 96. Then 
group 92 will be the first lower group in No. 16 slots, and the 





Fig. 42. 

slot-pitch for the former-wound coils will be from No. i slot 
to No. 16 slot, or the slot-pitch for the coils spans over 15 teeth. 
Number of Brush-sets. — The number of places on the 
commutator at which it is necessary or advisable to place a set 
of collecting brushes can be ascertained from the winding dia- 
grams. All that is necessary is to draw arrows marking the 
directions of the induced electromotive-forces. This has been 
done, for example, in the radial diagrams Figs. 34 to 39. Wher- 
ever two arrow-heads meet at any segment of the commutator 
there a positive brush is to be placed : and at every point from 
which two arrows start in opposed directions along the wind- 
ing, there is the place for a negative brush. 
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For all lap-windings, and for ordinary parallel ring-wind- 
ings, there will be as many brush-sets as poles, and they will be 
situated symmetrically around the commutator in regular alter- 
nation, + «i^d — , at angular distances apart equal to the pole- 
pitch. It must be remembered that the number of brush-sets 
does not necessarily show the number of circuits through the 
armature. Take the case of a 4-pole machine with four sets 
of brushes at 90° apart from one another. If the winding is a 
simplex, singly re-entrant lap-winding, there will be 4 circuits. 
But if the winding is a duplex, or a doubly re-entrant lap- 
winding, there will be 8 paths. If a triplex singly re-entrant 
lap-winding there will be 12 circuits. 

For wave-windings, whether series or series-parallel, and for 
series ring-windings, if the arrow-heads are similarly drawn 4t 
will be found that there are required but two brush-sets, what- 
ever the number of poles; and the angle between the + set 
and the — set will be the same as the angle between any N -pole 
and any 8-pole. Thus for a lo-pole machine with wave-wound 
armature, the brush-sets may be 36° apart, or they may be 
3 X 36° = 108°, or 5 X 36** = 180** apart. But it must again 
be remembered that though there may be only two brush-sets, 
the number of circuits through the winding is not necessarily 2. 
For if the winding is duplex, or if it is doubly re-entrant, the 
number of circuits will be 4. If both duplex and doubly re- 
entrant, 8. 

There are, however, some further considerations that de- 
serve attention. 

Reduction in number of Brush-sets, — Cases occur when it 
may be desirable, with a parallel- winding (for which the num- 
ber of brush-sets would naturally be equal to the number of 
poles), to reduce the number of brush-sets. In the case of 
4-pole tramway motors mere convenience of access dictates the 
reduction of the number of brush-sets to 2. Now, if a wave- 
winding IS adopted the number will naturally be 2, not 4. If a 
parallel winding is adopted the number 4 may be reduced to 2 
by the application of Mordey's device of cross-connecting the 
segments of the commutator. Let us, however, consider what 
is the result, without resorting to either of these expedients, of 
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simply using, with a parallel-wound 4-pole armature, 2 brushes 
instead of 4. Suppose the machines to be generating 120 am- 
peres ; then if 4 brushes are used there will be 4 circuits, each 
carrying 30 amperes, and at each "brush" the current will be 
60 amperes (Fig. 43). If now 2 of the brushes are removed, 
and the dynamo still generates 120 amperes, the current 
through each of the two remaining brushes will be 120 am- 
peres ; while internally there will be only 2 circuits. But these 
will not take equal shares of the current since, though the sum 
of the electromotive-force in each circuit is the same, the resist- 



120 AMP. 




Fig. 43. 

ance of one is three times that of the other. So the currents 
will be about 90 amperes in one circuit, and about 30 amperes 
in the other as in Fig. 44. Assuming that no spark-difficulties 
occur in collecting 120 amperes at either brush the arrangement 
will work perfectly. But the heat losses will be greater than 
before. For, if the resistance of one-quarter of the winding be 
taken as o -05 ohm, the heat loss will be : — 



With 4 brushes 
With 2 brushes 



4 X 30 X 30 X -OS = 180 watts. 

1X90X90X0-05) =270 watts 
3 X 30 X 30 X o -05 ) 
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It is not an uncommon thing in the case of 6-pole slow-speed 
exciter machines to see only 4 brush-sets instead of 6. 

Increase in number of Brush-sets. — In cases where wave- 
windings are used, requiring, as we have seen, only two brush- 
sets, it is often advisable to use more sets than two. This is 
particularly the case where the current to be collected is several 
hundred amperes. In fact, though in one sense only two sets 
are required, and these situated at an angular distance apart 
equal to the angular distance from one N-pole to any S-pole, 
there is no harm done if as many sets are employed as there are 
poles. Consider a singly re-entrant simplex wave-winding for 
an 8-pole machine such as Fig. 31. Whenever any brush 



■ 120 AMR 




Fig. 44. 

bridges across between two adjacent bars of the commutator it 
short-circuits one "round'' of the wave-winding, and this 
"round" is connected at three intermediate points to other bars 
of the commutator. So, if the short-circuiting brush is a + 
brush, no harm will be done by three other + brushes touching 
at the other points. If these other brushes are broad enough to 
bridge across two commutator bars, then they may have the 
effect that commutation may go on at them also, three "rounds" 
instead of one undergoing commutation together. Or, what 
amounts to the same thing, the duration of act of commutation 
for any one "round" will be prolonged, much as it would be if 
for the one brush there were simply substituted one of greater 
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breadth. Certain it is that the commutation is in general im- 
proved by using more brush-sets than two. Many makers of 
multipolar machines with wave-windings, habitually use the 
full number all round the commutator. As examples, see the 
Kolben lO-pole machine, p. 216 and the Oerlikon 12-pole ma- 
chine, p. 188. 

Choice of Number of Circuits. — From the considerations 
already discussed it will be seen that it is possible to have wind- 
ings that give any desired (even) number of circuits in ma- 
chines having any number of poles. It was not known until 
recent years that this could be so ; that, for example, one might 
have a 6-pole machine with 4 circuits, or an 8-pole machine 
with 6 circuits. A few considerations on the choice of alterna- 
tives may be desirable. In large multipolar generators it is as 
a rule inadvisable to have more than 100 or 150 amperes in any 
one circuit. [Special machines for electro-chemical work form 
exceptions.] Suppose then it were desired to design a 6-pole 
machine to give an output of 400 amperes. If designed with 2 
circuits as a singly re-entrant wave-winding, there would be 200 
amperes per circuit. If with a duplex singly re-entrant wave- 
winding, or a simplex doubly re-entrant wave-winding, there 
would be 4 circuits each carrying 100 amperes. If with a tri- 
plex singly re-entrant wave-winding, or with a parallel lap- 
winding, 6 circuits with 66 • 6 amperes each. In each case ex- 
cept the last there might be only 2 brush-sets ; but in each case 
6 brush-sets would be preferable. From this last point of view 
there is nothing to choose. But the 2-circuit winding is too 
thick, and the 6-circuit winding involves an unnecessarily great 
number of conductors and connexions. The 4-circuit winding 
is distinctly preferable. Again suppose a 12-pole slow-speed 
machine were desired for a high voltage and to give out 300 
amperes. A parallel winding with 12 circuits each carrying 
only 25 amperes would be absurd : a 2-circuit would be dis- 
tinctly preferable. 

Thus it will be seen that wave-windings, with their many 
possibilities of different groupings in series, series-parallel, etc., 
offer distinct advantages over lap-windings, and they possess 
the further incidental advantages of equalizing any inequality 
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in the magnetic fields of the various poles, anJ, in general, of 
requiring fewer conductors and end-connexions than lap- 
windings do. Arnold has given the following very striking 
example of the adaptations of wave-winding : — 

Taking the formula (p. 96) for series parallel grouping 

yic = > and applying it to the case of a 6-pole machine 

with 290 conductors and 145 commutator bars, we may have, 
with one and the same size of core-disk, and the same size of 
conductors, the following cases : — 



>. of circuits. 


Winding Step at 
Commutator. 


Volts. 


Amperes. 


2 


48 


250 


100 


4 


49 


125 


200 


8 


47 


62*5 


400 


10 


50 


50 


500 



With the same core-disk, a doubly re-entrant lap-winding 
would give : — 



43 



600 



A disadvantage of series-groupings is, that in general they 
require an odd number of slots, making construction of the 
disks in segments a not too easy matter, unless the number of 
slots is divisible by 9, 15, or 21. Some makers find commuta- 
tion less satisfactory in these machines than in those with par- 
allel grouping. 

Equaliaing Connexions, — It was noted above, that if for any 
reason the poles are of unequal strength, parallel-windings, 
whether lap-wound or ring-wound, work unequally, the current 
no longer dividing itself equally between the various circuits 
that are in parallel. As a result the heating is no longer a 
minimum. To mitigate this evil it is now customary to provide 
parallel-wound armatures with equalising connexions, which 
are cross-connexions between those parts of the winding which 
are, or ought to be, at equal potentials. 

As a matter of history such cross-connexions were intro- 
duced many years ago for other reasons. 

Such cross-connexions will obviously have the tendency to 
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equalize the amounts of current collected at the various sets of 
brushes. In multipolar machines, any two or more points in 
the winding that are during the rotation at nearly equal 
potentials may be connected together. If there were perfect 
symmetry in the field system no currents would flow along such 
connectors; but, owing to imperfect symmetry the induction 
in the various sections of the winding may be unequal and the 




Fig. 45. — Armature with Equalizing Rings. 

currents not equally distributed. Thus in a lO-pole machine 
with parallel winding, suppose two of the poles to be badly 
excited owing to some defect of the exciting bobbins, then the 
sections of the armature winding as they pass those poles will 
not generate the full electromotive force, and at this instant 
there will be an abnormal amount of current drawn from the 
other sections, tending to set up sparking. If now there are 
chosen 5 equidistant points on the winding and these are joined 
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together by a connexion of low resistance, by being united to 
a copper ring, this adjunct will, at those instants when these 
five points are near the commutation-points, tend to equalize the 
distribution of current. But to be effective several such equal- 
izing rings are needed, each independent of the other, and each 
connected down to the winding at points spaced out at dis- 
tances apart equal to twice the pole-pitch. 

As an example, suppose a lo-pole machine having Z = 480* 
with a parallel lap-winding, and that we decide to have 8 equal- 
izing rings. As there are 96 conductors within the double- 
pole pitch any conductor (No. i for example) will be joined 
to the 96th, beyond it, and so on around the first ring. As there 
are to be 8 rings, if the first ring is joined to conductor No. i, 
the next ring must be joined to the conductor that is the eighth 
part of the distance along the winding from No. i towards No. 
97, that is to a conductor 12 places further on, namely No. 13. 
and so forth. Then the connexions to the rings may be tabu- 
lated like a winding-table as follows : 



First ring . , . . 


I 


97 


193 


289 


385 


Second ring 








13 


109 


205 


301 


397 


Third ring 








25 


121 


217 


313 


409 


Fourth ring 








37 


133 


229 


325 


421 


Fifth ring . 








49 


145 


241 


337 


433 


Sixth ring . 








61 


157 


253 


349 


445 


Seventh ring 








73 


169 


265 


361 


457 


Eighth ring 








85 


181 


277 


373 


469- 



It will be obvious that it is expedient for perfect symmetry 
that in designing an armature to be furnished with equalizing 
rings, Z should be chosen such that the number of rings and 
the number of poles are both of them factors of Z. In the case 
of double-current machines (see as example, Fig. 73) with con- 
nexions to yield three-phase currents, such three-phase con- 
nectors serve as equalizers even though no three-phase current 
is being drawn from the armature. Fig. 45 shows such equal- 
izing rings in an armature of the Thomson-Houston Co. They 
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are sometimes arranged at the back of the armature (see the 
machine of the EngHsh Electric Company, Fig. 82), or some- 
times inside the commutator, or at the back of it (see the Scott 
and Mountain machine, Fig. 69). In some cases they' are 
placed over the armature periphery like binding wires. The 
theory of equalizing connexions has been treated very fully by 
Arnold.^ In order to discuss the application of equalizing con- 
nexions to wave-v^indings he has suggested an ingenious "re- 
duced scheme'* or diagram in which he takes the various num- 
bered sections of a wave-winding and rearranges them like a 
two-pole ring winding having equivalent properties. This is 
best understood by comparing Figs. 34 to 39, each of which 
represents a wave- winding together with the "reduced dia- 
gram" of the same winding. When such diagrams are made for 
4-circuit or 6-circuit windings, it at once becomes obvious which 
coils are or ought to be equipotential, and the points to be joined 
by equalizing connexions can be seen. Arnold has pat- 
ented equalizing connexions in wave-windings. One difficulty, 
namely that wave-windings require odd numbers of slots, 
giving rise to unbalanced groupings that are unsymmetrical, 
Arnold purposes to obviate by interpolating a single lap in the 
wave-winding in any section which has one element too few. 

To remedy inequality of poles in series windings, Mr. B. G. 
Lamme, of Pittsburg, has devised^ the method of laying in the 
same slots a separate closed winding of low resistance connected 
down at symmetrical points, like the ordinary equalizing con- 
nexions, to two or more insulated rings. This virtually makes 
a parallel connected two (or more) phase closed winding, in 
which, unless the inductive actions are unequal, there will be 
no currents ; but in which if the inductive actions of the indi- 
vidual poles are unequal, balancing currents will be induced. 

^ Elektrotech. Zeitschr. xxiii., 215-220 and 233-235, 1902; and in his work 
Gleichstrom Maschinen (1902). 
»U. S. P., No. 646,092. 
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CHAPTER VI. 

ESTIMATION OF LOSSES, HEATING, AND PRESSURE-DROP. 

In this chapter we propose to consider these questions from 
the designer's point of view, as they are leading features of any 
design and require to be accurately predetermined from the 
drawings. On account of the diminishing importance of bi- 
polar machines and of those with smooth core armatures, we 
shall consider, both in this chapter and the next (which deals 
with the design of continuous-current machines), the case more 
particularly of multipolar machines and machines with slotted 
armatures. 

The losses occurring in any dynamo or motor come under 
six heads, as follows: — 

K. Copper Losses. — These consist of the sum^of the OR 
losses in armature and series coils (if any) and increase with 
the load, but are independent of the speed. 

B. Iron Losses. — These are made up of the eddy-current 
and hysteresis losses produced in the armature core-plates 
owing to the changes of flux-density to which they are sub- 
jected in each revolution. They vary slightly with the load, 
and are always variable with the speed. There are also certain 
losses in the case of machines with toothed armatures due to 
the production of eddy-currents in the pole-pieces. 

C. Excitation Losses, that is, the watts expended in heat, 
in driving the magnetizing current around the magnetizing 
coils ; which losses must be debited against the dynamo, as they 
lessen the efficiency. 

D. Commutator Losses. — These consist of — 

( 1 ) OR loss on account of contact resistance. 

(2) Brush friction loss. 
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(3) Losses through sparking, and through eddy-cur- 
rents in the commutator bars. 
Of these, Nos. (i) and (2) are as a rule the only ones nec- 
essary to consider. There are also local circuits in the brushes 
producing a small loss of energy. 

E. Friction and Windage Losses. — The former is the loss 
due to friction of bearings, which depends only upon the load. 

The latter is the loss occasioned by the armature churning the 
air. It is independent of the load but varying with speed. 

F. Secondary Copper Losses. — We will consider these sepa- 
rately. 

(A.) Copper Losses. 

Let Wc represent the total copper loss of the machine. 
" r^ " (hot) resistance of the armature. 

** r^ " " " " series coils. 

" Ca " full-load armature current. 

" / " total length of armature conductor in feet, 

including end connectors. 
" i " section of the armature conductor in sq. 

inches. 

Then we have for the total resistance of the conductors on 
the armature, considered as all in series irrespective of their 
grouping, 

r = J o'oooooS X ■< I + 0*004 (^ — 15) {• - J 

at a temperature of /** C. This formula becomes at tempera- 
tures of about 60** C. (compare p. 42), 

^^ 95 X/ 
lo' X s 

The actual resistance proper of the armature r depends on 
the fdrm of winding employed, and the number of circuits in 
parallel from brush to brush, the rules for which are given on 
p. 97. For all bipolar machines and simple series-connected 

multipolar armatures, with two circuits only, the rule becomes 

• 
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For simple multipolar parallel-connected armatures running 
in fields of p poles, we have 

ra = r -^ p\ 

because there are as many circuits as poles. 
Then the copper loss of the machine is 

^c = {C\ X rj + {C\ X r„). 

(B.) Iron Losses, — For the calculation of the hysteresis 
loss, we can either make use of the formula given on p. 9, or, 
better still, refer to a curve obtained by test upon the actual 
iron. Such a curve is shown in Fig. 2, the ordinates giving 
directly the watts lost per pound of iron at the different flux- 
densities given by the abscissae, and at 30 periods per second. 
To find then the hysteresis loss in a slotted armature, for in- 
stance, we proceed as follows. First, calculate the number of 
complete magnetic reversals, thus 

- , revs, per min. 



where / is the frequency, p the number of field-poles. Next 
calculate the actual flux-densities B^ and B^ in teeth and arma- 
ture core respectively. A reference to the upper curve of Fig. 2 
will give the corresponding number of watts lost per pound 
of iron at these flux-densities. Multiplying the two numbers 
9o obtained by the total weight of the iron in teeth and core, 
and adding the two results, we obtain the hysteresis loss in the 
armature at / = 30 periods per second. If the frequency of re- 
versal is either higher or lower than this, the hysteresis loss will 
be proportionately greater or less. Instead of computing these 
losses from the weight of the iron we may compute them from 
the volume (cubic inches) by the curves given in Fig. 3 on 
p. 13, or estimate it from Table III., p. 12. 

The eddy-current losses are proportional to the square of 
the flux-density, to the square of the frequency, and to the 
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square of the thickness of the armature plate. They may be 
calculated from the formula (see p. 12), 

Watts lost per cub. inch = (40-64 X ^^ X /^ X B*) 10-", 

where t represents the thickness of plate in inches. As, how- 
ever, this formula takes no account of the short-circuiting of 
individual plates caused by the machining of the armature, the 
results given by the formula will always be found to be too 
small. The error is partly compensated for by the fact that 
the formula is based upon the specific resistance of iron at 
o** C, and as the armature will always be fairly hot, the increase 
of resistance will diminish the eddy-current loss. But a ref- 
erence to the lower curve of Fig. 2, p. 10, will usually give 
good results, and it is easier to apply as it gives directly the 
eddy-current loss per pound at different flux-densities for the 
standard thickness of English armature plate, viz. 25 mils, and 
for 30 periods per second. It contains a correction-factor to 
cover the loss due to the after-tooling of the core, but should 
the frequency (or thickness of plate) be greater or less than 
the one for which the curve was plotted, the final result must be 
raised or lowered in proportion to the square of the frequency 
or plate-thickness. Table IV. on p. 14 and the curves of Fig. 3 
on p. 15 are also useful. 

We have assumed above that the volume of active iron is 
the same as the actual volume of iron in the armature. This is 
of course not strictly true, as some of the teeth and perhaps a 
small portion of the core may be missed by the flux going 
from pole to pole. The error is, however, negligible, and is on 
the right side. It tends to correct for the eddy-current loss iti 
the pole-faces, which is impossible to calculate. The iron loss 
of the armature is hence 

'^i = '^^e + ^'fc. 

where zv^ and w^ are the eddy-current and hysteresis losses 
respectively, evaluated separately as above. 

(C.) Excitation Losses. — If r^ is the resistance (hot) of 
the shunt winding, calculated by means of one of the resistance 
formulae already given, and V the electromotive-force at its 



Digitized by 



Google 



as the watts 



Losses, Heating and Pressure-Drop, 117 

(V \ V^ 

— X V I = — 

actually used in excitation. To these must be added the loss 
in the shunt regulating resistance, if any, giving a total loss of 
w^ watts at full load. The watts required for excitation pur- 
poses by shunt machines vary in practice from one to ten per 
cent, of the output, according to the size of machine. As 
a guide to the designer in this direction, the table below may be 
useful. 



Output of machine 
in kilowatts. 


Excitation loss in percent, 
of full load output. 


5. 


6 


10 


5 


20 


4 


30 


3*5 


50 


3 


100 


275 


200 


2*5 


300 


225 


500 


20 


1000 


175 


2000 


1-5 



(D.) Commutator Losses. — The contact resistance between 
commutator and brushes depends mainly upon ( i ) the material 
of the brush; (2) the bearing pressure; (3) the peripheral 
speed of the commutator; and (4) the current-density in the 
brush. Other causes, such as the condition of commutator 
and brushes, weight and spring of the brush-holders, etc., will . 
also influence the contact resistance to a greater or less extent. 

Carbon brushes are worked in practice at current-densities 
of about 40 amperes per square inch for machines of medium 
and large output. For small machines this figure may be con- 
siderably exceeded, but the maximum permissible figure is 80 
amperes per square inch. Copper brushes are generally worked 
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at 150 to 200 amperes per square inch, and sometimes even 
higher for small machines. The bearing pressures found in 
actual machines are i * 25 to i * 5 lb. per square inch for copper 
brushes, and i • 5 to 2 lb. per square inch for carbon brushes, 
this figure being exceeded for tramway motors on account of 
vibration. Peripheral commutator speeds vary from 1500 to 
2500 feet per minute according to size of machine. The latter 
figure is occasionally exceeded with large tramway generators. 
Hobart uses sometimes 3000 feet per minute. 

Recent tests made by Professor Arnold^ upon commutator 
losses show that both for carbon and copper brushes, the con- 
tact resistance decreases rapidly with increasing current density 
relatively to the peripheral speeds, it being more marked in the 
case of carbon. According to his experiments the contact re- 
sistance of carbon brushes for current-densities of 50 to 30 
amperes per square inch and peripheral speeds of 1200 to 2400 
feet per minute may be taken as being o • 023 to o * 039 ohm per 
square inch of contact. For copper brushes the corresponding 
values may be taken as being o • 00077 to o * 0023 ohm per 
square inch. So that we can safely assume as outside values of 
the contact resistance per square inch 

For carbon brushes . . o • 04 ohm. 
*' copper " . . o • 003 ohm. 

These values enabling us to easily calculate the commutator 
loss brought about by contact resistance for any machine. 

Example. — In a large electro-metallurgical dynamo by Brown 
with an output of 4000 amperes, there are about 160 square inches 
of brush contact surface, or 80 square inches for entry and 80 for 
exit of the current, collecting about 50 amperes per square inch. 
Assuming the contact resistance at 0*02 ohm per square inch we find 
the whole C*R loss will be 

2 X 4000 X 4000 X -5 — = 8000 watts. 

oO 

The contact resistance is not constant, but varies approxi- 
mately inversely as the current density ; thus, with i • 5 lb. per 

* See Elektrotechnhche Zeitschrift, No. i, 1899. 
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square inch pressure the resistance is about o • 04 when the 
current density is 20 amperes to the square inch, and goes down 
to about o • 02 when the density is 40 amperes to the square inch. 
Hence it follows, that the drop of potential due to this contact 
resistance is nearly constant at all loads, and may be taken at 
from o • 8 to i • o volt at each side, positive and negative of 
the commutator, or from i • 6 to 2 volts on the whole machine. 

The loss arising through the friction of the brushes against 
the rotating commutator depends upon the bearing pressure 
of the brushes, the peripheral speed of the commutator, and 
the coeificient of friction between the two. If brushes and com- 
mutator are in good condition this latter may be taken as 

For carbon brushes . . 0*3 
" copper " . . o • 2 

In order then to calculate the watts lost through brush friction, 
we simply multiply the total pressure on the commutator (in 
pounds) by the peripheral speed in feet per minute and by the 
friction coefficient, which gives the losses in foot-pounds per 
minute, and then reduce to watts by dividing by 33,000 and 

multiplying by 746. Or, since ^ = 00226 the foot- 
pounds per minute may be brought to watts by multiplying by 
this figure, or by dividing by 44 * 2, which is its reciprocal. 



Example. — Taking as example the same machine, if we assume 
the brush pressure as 1*55 lbs. per square inch, and the friction 
coefficient as 0-3, since the peripheral speed of the commutator is 
3350 feet per minute, we have as the friction loss 

160 X I -55 X o -3 X 3350 X 746 -^ 33,000 ~ 5650 watts. 



In estimating commutator-losses it must be borne carefully 
in mind that with brushes or commutator in bad condition, the 
losses (both mechanical and electrical) will probably come out 
considerably gfeater than the above calculations indicate. 
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Commutator Heating, 

Let tt/ft represent the total commutator loss, electrical 
and mechanical, in watts. 

" S3 represent the heat radiating surface of commu- 
tator in square inches. 

" V represent the peripheral speed of the commu- 
tator in feet per minute. 

" 0^ represent the final temperature rise, in degrees 
Centigrade. 

Then, according to tests made by Professor E. Arnold, 

^ __ 46-5 X Wf, 
S, (i + -0005 v)' 

According to Messrs. Parshall and Hobart, the rise of tem- 
perature of the commutator will seldom exceed 20° C. per watt 
per square inch of peripheral radiating surface at a peripheral 
speed of 2500 feet per minute ; for ventilated commutators this 
figure may be considerably improved upon. 

(E) Friction and Windage Losses. — These are naturally 
very difficult, if not impossible, to calculate with any accuracy, 
and are usually estimated by the designer from previous ex- 
perience of the same type of machine as a percentage of the full- 
load output. Direct-coupled machines will have smaller fric- 
tion losses than belt or rope-driven machines, and low speed 
dynamos smaller mechanical losses than high-speed machines 
of the sarne output. For belt- or rope-driven machines running 
at the usual speeds found in practice, the mechanical losses 
may be taken as being from 3 to i per cent, for outputs of 10 
to 300 kilowatts. For an approximate method of calculating 
the mechanical losses of dynamos, the reader should consult 
the writings of Mr. Fischer-Hinnen. Continuous Current 
Dynamos, London, 1899. 

Efficiency, — Having estimated the separate losses, it be- 
comes a very simple matter to calculate the efficiency of the 
machine for the load at which the calculations were made. 
By the efficiency we mean simply the relation between the 
power actually delivered electrically Pt the terminals of the 
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dynamo to the mains, and the power applied mechanically at 
the shaft to turn the armature, both qualities being for con- 
venience expressed in watts, so that we may write the 
efficiency as 

Output watts __ 
Input watts ~ ^' 

There is little advantage in adhering to the old terms 
"electrical efficiency," **gross efficiency," etc., as the above defi- 
nition includes everything within the true use of the term. If 
W is the output in watts of the dynamo or motor, and w the 
sum of all its losses as estimated above, we have 

W 

W + w 

as the true or commercial efficiency expressed as a percentage. 
The efficiency will differ at different loads, since the watts lost 
constitute a different proportion at different outputs. The 
core-losses are nearly constant at all loads, and so is the loss 
of energy due to excitation by the shunt coils. The question 
what the efficiency will be at J-load, or J-load, or at ij load 
depends largely on the proportion of the various losses. At 
no-load there are hysteresis and eddy-currents in the iron 
core-body, excitation losses, and friction. As the load in- 
creases there is added the loss by heating in the copper of the 
armature, and in the series coils ; and these losses increase with 
the square of the current. Consequently the efficiency, which 
at no-load is zero, goes up to a certain maximum, which, if the 
design is good, should be at the normal full-load; but it 
should be high also at half-load and even at one quarter- 
load. 

The form of the efficiency curve is shown by a typical 
example in Fig. 46, which also shows the values of 
the separate losses at different loads. This set of curves relates 
to a particular 6-pole 200 kilowatt machine, supplied by the Gen- 
eral Electric Company to the Central London Railway and de- 
scribed by Messrs. Parshall and Hobart.^ Fig. 47 shows how 

^Electric Generators, p. 190. 
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the excitation in this same machine automatically increases with 
the load by the compounding action of the series coil. 

(F.) Secondary Copper Losses. 

In addition to the ordinary ohmic loss of power due to the 
resistance of the armature conductors, there are certain obscure 
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causes of loss that lower the measured efficiency of machines. 
One of these is the production of eddy-currents in pple-pieces, 
heating them and wasting some of the power applied to drive 
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the armature. Another is the production of eddy-currents in 
the copper conductors themselves. Akin to this is the actual 
increase of resistance which occurs if for any reason the current 
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in the conductor does not distribute itself equably in the cross- 
section. This may (and does) occur in the following manner. 
For bar-armatures, rectangular bars set edgewise in slots 
are almost universal. Round bars are very rarely found in con- 
tinuous-current machines. Smooth-core armatures do not lend 
themselves to bar-winding, because solid copper bars set on 
the outside of a smooth-core are liable to a serious waste of 
energy that does not occur in small-wire windings. When the 
conductors present any considerable breadth, there is a ten- 
dency to set up eddy-currents in them as they enter or leave 
the magnetic field, owing to the fact that one edge of the bar 
may be passing through a field the density of which is very 
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different from that of the field through which the other edge 
is passing. For example, if the surface speed is 3000 feet per 
minute, and the bars are i inch wide, it may be that the front 
edge may be in a field of density, say, of 40,000 lines per 
square inch, while the other edge is one of 30,000 only. If the 
active length of the conductor is, say, 12 inches, then its front 
edge will be cutting magnetic lines at the rate of 288,000,000 
lines per second, and therefore the induction in that edge will 
be 2 • 88 volts ; while in the hind edge the corresponding induc- 
tion will be only 2 • 16 volts. The difference, or o • 72 volts, 
will tend to set up an eddy-current flowing up one edge and 
down the other edge of the bar. Suppose the bar to be | inch 
thick : if for the purpose of argument it is regarded as equiva- 
lent to two parallel bars i thick and J wide united at the ends, 
the resistance round this elongated loop will be that of a rod of 
copper 24 inches long and of o* 25 X 0-125 square inches of 
cross-section. At 60" C. this resistance will be only o • 000607 

ohm ; and an electromotive- 
force of o • 72 volts would 
set up a current of 1186 
amperes ! But as the elec- 
tromotive-force is o • 72 be- 
tween the extreme edges 
only and has lesser values 
towards the middle of the 
width, the eddy-current up 
Fig. 48.-UNEQUAI. Induction in ^^^ ^^^^ ^^^ ^^rip will be 
Edges of Flat Bar. , , , . _ '^ . , 

less than this. Even 11 one 

takes a twentieth part of the value so found as being more prob- 
able it is serious enough from the heating and waste of power 
that it entails ; for at no-load there would be this waste in each 
conductor as it approached and left each pole. At full-load 
there might be no actual eddy-current. For if the full load 
current through the conductor were 150 amperes, then super- 
posing upon this an eddy-current of 59 amperes in the two 
halves of the conductor (as in Fig. 49), the result would be 
that in one half of it the current would be 75 -f 59 = 134 am- 
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peres, and in the other half 75 — 59 = 16 amperes. The 150 
amperes no longer distribute themselves equally through the 
breadth of the strip ; and the total heating of the strip would 
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Fig. 49. — Eddy- Current in Wide Bar. 

be precisely the same as if the eddy-current were really there. 
At the peripheral speeds actually used, it is found impossible 
by any shaping of the pole corners to avoid excessive heating 
of solid copper bars on a smooth core if their width exceeds 
o -2 inch. 

In sunk windings these losses practically do not occur, un- 
less the slots are very narrow and deep so that there is a mag- 
netic leakage across the slot from tooth to tooth. In the case 
of a conductor being made up of several wires in parallel, the 
separate wires must not lie in different slots, for reasons similar 
to those already discussed. 

To eliminate such eddy-current losses Crompton^ proposed 
several methods of twisting or imbricating around one another 
two or more strips, so as more effectually to neutralise the eddy- 
currents. He introduced the use of bars made of stranded wire 
compressed into a rectangular form, each wire being oxidized 
or lightly insulated. 

Calculation of the Pressure-Drop, — It was shown in Chap- 
ter I. (page 37) how the saturation curve of a dynamo machine 
may be constructed, that is, the curve connecting the ampere- 
turns upon the magnetic circuit and the useful flux produced by 
them in the air-gap. Let O C in Fig. 50 represent such a satu- 
ration curve, the ordinates representing the flux being cut by the 
conductors and the abscissse the ampere-turns producing it. 
Now the fundamental equation for the induced electromotive- 
force (page 79) tells us that 

or that E = Na X a constant depending upon the construction 
and operation of the machine, and which may be denoted by /. 

* See Jour. Inst. Elec. Engineers, xix. 240, 1890. 
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Consequently the ordinates of the curve represent the induced 
electromotive- force to a different scale, that is, E ^ / Na, and 
we may therefore regard it as being the curve of induced elec- 
tromotive-force of the machine for different excitations at con- 
stant speed — in other words, it is the "no-load characteristic" of 
the machine. Assuming then that Fig. 50 represents this curve 
for a particular machine, we can see from it what the pressure- 
drop at constant speed and excitation will be, and incidentally 
determine the amount of compounding that must be employed 
in order that constant pressure may be maintained at the ter- 




AMPCRC'TURNS PER PAIR OF POLBS X, X% JL9 

Fig. 50. — Saturation Curve. 

minals of the load. Let the ordinate O V represent this con- 
stant pressure. Evidently at no load an excitation of X^ am- 
pere-turns are required. Now at the full load of C^ amperes, 
there will be three causes tending to lower the pressure, namely 
the effects of (a) ohmic resistance of armature and series coils; 
(b) demagnetizing action of the armature; and (c) distortion 
of the armature flux, the effect of which only becomes of im- 
portance in slotted armatures. The first two are easily allowed 
for. The lost volts at full load are evidently 
^ = (Ca X r„) + (C\ X r,), 
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the last term not being required in the case of shunt machines. 
Adding this quantity to the ordinate O V we obtain O E as the 
pressure that must actually be generated in the armature, and 
this requires an excitation of Xg ampere-turns. As it is fre- 
quently convenient to check the dimensions of an armature con- 
ductor in a preliminary design by means of this quantity, the 
table appended below, giving average values of e, may be of 
use in this direction. 



Output of the 
machine in kilowatts. 


Lost volts as a percentage of full-load pressure. 


Shunt machines. 


Compound machines. 


5 


7 


10 


10 


6 • 


8 


25 


5 


7 


50 


4 


6 


100 


3i 


5 


200 


3 


4 


500 


2i 


3 


1000 


2 


2i 


2000 


li 


2 



With regard to the demagnetizing ampere-turns of the 
armature, we know generally that these are the ampere-turns 
lying in the angle of brush lead. Assuming that the brushes 
will be set just under the pole-tips at full load, the demagnetiz- 
ing turns are given by number of conductors lying hetzveen the 
adjacent pole corners multiplied by the current in them. 

These ampere-turns we multiply by the dispersion co-efficient . 
V, because they have to be neutralized on the field system, then 
add the result to Xg, and set them off as Xg ; and by projecting 
this value up to the curve and across, find the point Ej. 

Now with a smooth core armature, the distortion of the 
flux in the air-gap does not produce a pressure-drop. In 
Fig. 51 let A B represent the width of the pole- face to scale, and 
E F the flux-density in the air-gap B.j. Then the area A B C D 
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is proportional to the useful flux Na, and at no-load we may 
regard this flux as being distributed uniformly along the air- 
gap as indicated by the rectangle. But at full-load the flux is 
heaped up at the forward pole-horn and withdrawn from the 
hindward horn, as indicated by the figure A H G B, and as the 
permeability of the air-gap is constant, the area of this figure 
is equal to the area of the rectangle A B C D. For instance, if 
X^ are the ampere-turns required for the air-gap (flux-density 
= B3), and X, are the ampere-turns lying under the poles and 
producing the distortion, we have 

Line F E proportional to X^^ ; 
"AH " X, - X^ ; 

" B G " X, -f X^ ; 

and consequently no diminution of the total flux takes place in a 
smooth core armature. 

We see then that Fig. 50 gives us the compounding for a 
machine with such an armature. We see that if the load were 







^^d 
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i 
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•B 
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Fig. 51. 



A B! jB 

y 1 

Fig. 52. 



switched off (the speed remaining the same) the volts at the 
terminals of the machine would rise from the value O V to that 
of O Ej. Consequently the compounding ampere-turns are 
given by (Xg — X^), and the shunt ampere-turns by Xj. If 
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the machine were merely shunt-wound, it would require to have 
inserted in the shunt-circuit a regulating rheostat which could 
be adjusted to give X^ ampere-turns at no-load, and X3 ampere- 
turns at full-load. 

But for toothed armature machines there must be made an 
allowance for the distorting effect, due to the fact that the 
permeability of the teeth is not constant. As before, let (in 
Fig. 52) the rectangle A B C D be proportional to the useful 
flux, E F representing the flux-density Bg in the air-gap. If 
the teeth were of constant permeability, the flux from the pole- 
face could be regarded as being of the same value as at no-load, 
but distributed differently, as shown by the figure A B G H. 
But the increased flux-density at the forward pole-horn causes 
the permeability of the teeth at this point to have a much lower 
value than they have with the flux-density B^, while, on the 
other hand, the permeability of the teeth under the hindward 
horn has increased on account of the diminished flux-density in 
them. As a result, the line IJ F G takes a bent form as shown 
by the curve K L; and the shape of this curve is the same as 
that of the saturation curve over this range. As can readily be 
seen from the figure, the area A K L B is considerably less than 
the area A H G B, that is, there is a diminution of the useful 
flux No, and consequently a corresponding pressure drop, and 
the diminution will be as a rule greater, the greater the flux- 
densities in the teeth. 

One way of estimating the number of compensating ampere- 
turns required to overcome the effect produced by the distortion 
of the useful field is as follows. In Fig. 53 let O L be the 
saturation curve of the machhie, the ampere-turns required for 
no-load, and for the full-load induced electromotive force on no- 
load (and, therefore, without the extra allowance for distor- 
tion), being set off upon its scale of abscissae OX as Xi and X3 
respectively, these being estimated as shown above. 'No'w 
mark off 

O A = X3 — X^; O B = X3 -f X^ 

upon O'X. The point A then represents the hindward pole- 
horn, and point B the forward pole-horn. Had distortion been 
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absent, the ampere-turns required to produce Ei volts would 
have produced a flux across the gap proportional to the flux is 
proportional to the smaller area A B L K. All we have to do 
now is to shift the point F higher up the curve to the area of 
the piece A B C D. But as distortion is present, a point such 
as F', so that the area A' B' L' K' becomes equal to the area 
A B C D. This gives a new point X4 along O X, representing 
the full load ampere-turns required. Consequently, we see that, 




Fig. 53. 

if the machine is compound-wound, the series ampere-turns 
must be X^ — X^, and the shunt-turns X^ in order that the ter- 
minal volts may be O V at full load. If a shunt machine, the 
resistance of the shunt rheostat must be capable of reducing X^ 
ampere-turns to X^ ampere-turns. If the machine had no shunt 
resistance, then the drop from full-load to no-load would be 
(O E2 — O V) at constant speed. 

It is unnecessary to say that the above methods of prede- 
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termining the pressure-drop and amount of compounding will 
not give an exact result. Such a result would be quite im- 
possible to arrive at by any process of calculation only, and as 
a matter of fact great accuracy is not required. If the machine 
is shunt-wound, the regulating rheostat will in practice have 
sufficient margin each way to cover the inaccuracy, while com- 
pound windings are in practice adjusted in the test-room by the 
method of experiment. It becomes, therefore, necessary only 
to predetermine the pressure-drop from the point of view of 
the winding space required on the magnet bobbins, and from 




Fig. 54. 



this point of view the above method will be found to give ex- 
tremely good results. 

Resistance of Shunt Regulator. — Knowing the values of 
Xi and X^ as found above (X^ and X3 for machines having 
smooth core-armatures) it is a simple matter to determine the 
necessary resistance for the shunt regulator. Let, in Fig. 54, 
O C be the no-load curve of the machine, the no-load and full- 
load ampere-turns being given by X^ and X4, respectively. 
Then we have to find the value of shunt regulating resistance 
in order that the machine ma3r deliver current at the constant 
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electromotive- force O V ; it being assumed that the regulator is 
to be short-circuited at full-load. First, obtain the points P 
and Q by projection, and join O P and O O. 

Let the number of shunt turns be denoted by S,. 

Then shunt current at no-load = X^ -f- S, ; 

and " " " full " =:X,-^S.; hence 

S. X O E ^ 
r. = -^^ = tan a^, 

S. X O E 
r. + r^ = -^^x" — " ^»' 

Along O X mark off a piece O R equal to the number of 
shunt turns S, and to the same scale as Xi and X4, etc. Erect 
a perpendicular R T. Then 

r, RS 



r. + r^ R T* 

That is (R T — R S) gives directly the value of r^ in ohms ; 
it being read off from the scale of electromotive-force, as indi- 
cated by the figure. 

The Adjusting Shunt. — To adjust the operation of com- 
pounding coils, they are often shunted with an iron resistance. 
As the load rises this shunt heats, and its resistance rises rela- 
tively to the compounding coils of copper, so increasing the 
compounding at the maximum load. 

On the opposite page. Table X gives a list. of suitable ma- 
terials for rheostats, and the respective coefficients for calcu- 
lating the lengths required for giving prescribed amounts of 
resistance. 

Inherent Regulation. — One way of considering the regu- 
lating properties of a machine, is to observe by experiment (or 
calculate from the saturation curve) how many volts the poten- 
tial will rise if, being excited with the full ampere-turns neces- 
sary to give no-load voltage at the terminals under full-load, 
the excitation is maintained, but the load taken off the armature. 
The resulting rise of voltage may be called the inherent regu- 
lation, as distinguished from the pressure-drop. 
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Name of Material. 


Specific Resistance 
at o** C. 


Temperature 
Coefficient of 

Increase 
Resistance per 

degree C. 


Specific 
Gravity. 


Coefficient to 
multiply into 
Copper Con- 
ductor of same 
dimensions to 
find 
resistance. 


Microhms 

percentim. 

cube. 


Microhms 

per inch 

cube. 


Constantan . . 
German silver . •< 

Iron .... 

Kruppin . , , 
Manganese copper 
Manganin . . 
Neusilber . . . 

Nickelin . . ] 

Nickel steel . ] 

Platinoid . . -j 
Phosphor-bronze* 
Rheostan . . .- 


50 
20*9 

30 

10 

12 

85 

IOO-6 
46-7 
37 
33*2 
44 
29 

75 
32-5 
St 
24 6 

473 
100 


i?-7 
8-2 
11-8 
3 '94 
472 
33*5 
41*8 
18-4 
15-6 
I3'i 
17-2 
11-4 
29-5 
128 
201 

9'7 
i8-6 

39*4 


zero or negative 
000044 
0*00036 

V 000450 - 

000077 
00004 
000033 

"00020 

00030 
0*00033 

• 000050 •< 

• 0*00021 • 
00039 

• 0*00023 • 


«-8 
' 8-5 
8-5 
7-8 
7-8i 
8*8 
8-7 
8*94 
8-5 
9*0 
90 
8*4 
8-5 
8*5 
8*7 
8*6 
8*6 
8*6 


308 
13 

18-5 
6-2 

7-4 
52*6 
62 
25 
23 
20 

27 

18 

46-5 
20 

31 
152 
30 
62 



N.B. — The composition of these alloys varies much as to its pro- 
portion according to the source of manufacture. For calculating the 
resistances of wires or strips of these materials, the simplest procedure 
is to calculate them as if of copper, and then multiply the resistance 
so found by the coefficient given in the last column of the table. As 
their specific gravities do not differ greatly from that of copper (8*8) 
they will all (except iron) weigh approximately the same as a wire of 
copper of same gauge and length. 

* Containing 10 per cent. tin. 
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CHAPTER VII. 

THE DESIGN OF CONTINUOUS CURRENT DYNAMOS. 

The calculations and formulae required by the dynamo designer 
have been already mostly given and explained in the preceding 
chapters. A careful study of these, and the detailed calcula- 
tions given of the three representative machines in the present 
chapter, will make the methods adopted in designing continu- 
ous-current dynamos sufficiently clear. • Beyond giving a num- 
ber of working data, and an order of working that may be 
adopted in designing, we shall rely upon the worked-out ex- 
amples of the succeeding chapter to give the reader an insight 
into the principles of dynamo design. It would be useless to 
do otherwise, as so much depends upon the skill and experience 
of the designer, the type of the machine, and the conditions 
of the specification as to speed, output, voltage, regulation, and 
heating limits to which he is obliged to conform, that no hard- 
and-fast rules applicable to every case can 'possibly be given. 
The following remarks and working constants are to be taken 
as applying only to modern machines of fair and large sizes — 
that is, to slotted drum armatures with multipolar field-magnets, 
which are assumed throughout, except where anything is ex- 
plicitly said relating to other types. 

There are two principal ways of designing a dynamo to 
fulfil specified conditions as to freedom from sparking, heating 
and efficiency ; the output, speed, and voltage being assumed 
to be the same in each case. With a given number of poles on 
the field-magnet frame, and of conductors upon the armature, 
the effects of armature reaction may be kept down either (i) 
by working the teeth at normal flux-densities (say 100,000 lines 
per square inch, and under) and with a wide air-gap, or (2) by 
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forcing the magnetism of the teeth and working with a smaller 
air-gap ; the high reluctance of the teeth with such large mag- 
netic densities acting like an extension of the air-gap. The 
former method corresponds to Continental practice, and the 
latter to American practice in continuous-current dynamo build- 
ing. It would appear that the second method is considerably 
the better from the point of view of avoidance of sparking (both 
being the same with regard to efficiency and heating), and 
therefore for this reason we adopt it here, as giving a better 
commercial machine. 

There is another aspect in which the plans followed in de- 
signing may differ. One may begin by following general ex- 
perience as to speeds, sizes, and electrical proportions, and 
having proceeded to sketch out the main features of the design, 
may then proceed to calculate the power wasted as heat in the 
various parts, and so estimate the efficiency, and then, after so 
finding the various items of heat-waste, return and amend the 
first calculations according as to whether we have found any 
part to heat too much or too little. Or, instead, one may begin 
by assuming, as the result of experience, to allot in advance the 
various permissible losses of power in the various parts — so 
many watts in the iron core, so many in the armature copper, 
so many in the field-magnet coils. One will then have a definite 
idea as to how much cooling surface will be necessary, and what 
will be the allowable current-densities in the copper and fliix- 
densities in the iron. This procedure settles many points in 
advance. Similar considerations have long governed the de- 
sign of transformers, and their advantage has gradually been 
acknowledged by dynamo designers. 

In another respect also dynamo design has developed. For- 
merly the dynamo designer built his machines without knowing 
the precise voltage which they would give at any particular 
speed, and left the speed to be determined by trial after the 
machine should have been completed ; then adding a pulley of 
such size as would suit the conditions of driving. But now-a- 
days, when nearly all dynamos are direct-driven from engine 
or turbine, the speed is prescribed beforehand by conditions 
fixed by the steam-engine builder or the turbine-constructor. 
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Therefore now all dynamo design proceeds on the supposition 
of a prescribed speed. Further, in designing a series of dyna- 
mos of different outputs from small to large, it must be remem- 
bered that engine-conditions govern the selection of speeds, and 
that it will not do to assume that a looo-kilowatt dynamo can 
run at the same speed as a lo-kilowatt dynamo. Neither will it 
do to assume that the speed may be varied inversely^ as the 
number of kilowatts. A rule more near to practice is that in a 
series of steam-engines of given type, the speeds vary about 
inversely to the square root of the capacity. If a 10 horse- 
power engine runs at 800 revolutions per minute, then an 
engine of 1000 horse-power will not run at yf^- of the speed, 
but at about ^ of the speed, namely 80 revolutions per minute. 

Working Constants and Trial Values. 

(a) Flux-densities, — As average values for the magnetic 
densities in the various parts of the machine at full load, we 
may take : — 



Flux-density in— 


Lines per 
square inch. 


Material. 


Armature body 


60,000 


sheet iron or steel stampings 


" teeth 


130,000 


it 4( 


Air-gap 


45,000 to 55.000 


air. 


Magnet cores 


111,000 


cast steel or wrought iron. 


'» yoke 


70,000 to 100,000 
\ 3 5.000 to 50,000 


(t iC 


if of cast iron. 



For sparkless commutation, the density in the armature- 
teeth must not differ very much from the above value. Mr. 
H. S. Meyer recommends an apparent density of 140,000 to 
155,000. The density in the armature core-body should be less, 
and is determined by the permissible iron-loss. 

(fe) Length of Air-gap, — This should not be less than half 

^ If this might be assumed, the design of a series of dynamos would be much 
simplified, as Mr. S. H. Short has shown, since then all armatures might be made 
of same axial length, and all field-magnet poles of same size, the number of them 
being simply increased, 4, 6, 8, 10, 12 or more, in simple proportion to the 
required capacity. 
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the width of a single slot, even with highly saturated teeth. If 
the slot is partly closed, take three-quarters of the maximum 
width as a trial value for the length of a single air-gap. 

(c) Number of Poles, — With such values for flux-density, 
and air-gap length as taken above, the armature ampere-con- 
ductors per pole, at full load, should not much exceed 14000. 
To get a rough idea of the number of poles required, we simply 
multiply the total number of the conductors, Z, around the 
armature by the full-load current in each, divide the product 
so obtained by 14000, and take the nearest even integer as the 
number of poles. But this assumes the number of armature- 
conductors to be known. Another criterion^ is the prescribed 
output of current, since, to avoid sparking troubles, it is wise 
not to attempt to collect more^ than 200 amperes at any one 
row of brushes. As the number of rows of brushes in either 
the positive or the negative set is equal to the number of pairs 
of poles, the total number of rows of brushes will be the same 
as the number of poles. Hence it follows that a trial value as to 
the proper number of poles can be found by dividing the pre- 
scribed full-load current by 100. Thus, if the machine is to 
give 950 amperes, 10 poles will be adequate. (Special machines, 
such as electrolytic machines, and very slow-speed exciters to 
be mounted on the shafts of large alternators, are exceptions.) 
In general this rule gives too few poles for the smaller sizes, 
and too many for the larger sizes of dynamo. 

^ Wiener (Practical Calculation, 2nd edition, 1902, p. 287a) advises to make 
the choice of poles depend only on the speed, the object being to limit the number 
of reversals of magnetization per second in the armature-core, and so keep down 
the armature iron-losses. He states the number of cycles per second at 10 to 15 
in slow-speed machines, increasing to as many as 25 or even 35 in high-speed 
machines. His rule is equivalent tu saying that for slow-speed machines one can 
find the appropriate number of poles by dividing the number of revolutions per 
minute into 1200 or 1800, and taking the nearest even integer highei* than the 
quotient. But such a rule leaves out of sight the size of the machine: and it 
would be absurd to give the same number of poles to a 40-kilowatt and to an 
8oo-kilowatt machine, simply because each of them ran at, say, 120 revolutions 
per minute. Fischer-Hinnen (Continuous Current Dynamos, 1899) recommends 
4 poles as appropriate for machines between 6 or 20 kilowatts and 100 or 150 kilo- 
watts; and 6 poles as appropriate up to 200 or 300 kilowatts. 

^- Nevertheless satisfactory machines exist with fewer poles than by this rule; 
for example, the Berlin generators of the A. E. Gesellschaft, giving 2600 amperes 
and having only t8 poles, and the 6-pole generators of ,the Oerlikon Company, 
at the Volta Company in Rome, giving 1500 amperes. 
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(d) Current Densities. — ^As an approximate guide to the 
sizes of the conductors required for the different parts, we may 
take : — 



Currenc Densities. 


Amperes per 
Square Inch. 


Square Mils 
per Ampere. 


Circular M ils 
per Ampere. 


In armature conductors . . < 


1500 

to 

2000 


667 
500 


847 
637 


In commutator risers . . s 


2400 

to 

4000 


250 


531 
318 


In field-magnet coils . . - 


600 

to 

800 


1670 
1250 


2126 
1 591 



The section is, of course, finally determined by the permis- 
sible heating and voltage-drop. For field-magnet windings see 
the rules in Chapter III., pp. 49 to 56. 

(e) Number of Armature Conductors, — Under the standard 
conditions of flux-densities and gap-lengths adopted above, the 
number of ampere-conductors per inch of periphery (at full- 
load), should come out at about 600. Or, writing Z as the 
total number of armature-conductors, C^ as the total armature- 
current at full-load, and p as the number of poles, the current 
in any one conductor will (for parallel-wound armatures) be 
=: Ca -r- />. Heucc the total number of ampere-conductors all 
round the armature (sometimes called the *'circumflux") will 
be Z X Ca -r- />; and this, by the above rule, ought not to 
exceed 600 times the number of inches all round, or 6oo7rd 
where d is the diameter in inches. This gives, as a formula 
for calculating the trial-value of Z, 



Z = 



_ 1885 Xpxd 
C. 



[«] 



For armatures with series or series-parallel windings, where 
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there are c circuits (see pp. 85 and 97) through the armature 
(instead of p circuits) the rule becomes 

Z=lHSXO<_^ ... [/J] 

But these rules give values that are often wide of the mark. 
Another, and for some purposes better rule is this : — First ob- 
tain a trial value for the magnetic flux N, and then calculate 
Z from the electromotive-force and speed. Using n for the 
revolutions per second, and E as the volts at no-load, the for- 
mula for parallel- wound armaturc:^ *s 

In every case the trial-number when obtained will need to be 
adjusted so as to give a proper multiple for winding. 

Example. — Required the proper number of armature conductors 
for a dynamo M P — 8 — 200 kw. — 375 r.p.m. — 125 v. —16000 a.. 
Taking the diameter of armature as 48 inches, and the trial value for 
the flux N = 4 X 10*; by formula [a], the value of Z cbmes out 451; 
by \y] it comes out 500. The actual value of Z in the machine (as built 
at Schenectady) was 480. 

(/) Number of Commutator Segments, — The value of the 
average volts -per bar of the commutator furnishes to a certain 
extent a sparking criterion of a machine, as they measure the 
inductive action of each individual section of the winding. If 
the. suitable number of volts per segment is known, one at 
once obtains an estimate of the number of segments in the 
commutator by dividing the prescribed voltage of the machine 
by. the suitable number of volts per" segment, and then (for 
parallel-wound machines) multiplying by the number of poles. 
Or, in the case of armatures with series or series-parallel wind- 
ings, multiplying by the number of circuits. 

' Arnold (Die Ankenvickelungen, 3rd ed., 1899, p. 278) gives a formula as 
follows: — That the number of commutator segments must not be less than 0*037 
to o • 04 times the product of Z into the square-root of the current in any one 
circuit of the armature. For example, in a 4-pole machine with four circuits, each 
carrying ibo amperes, and having 336 armature conductors, Arnold's rule would fix 
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For machines having flux-densities as assumed above, the 
following values are found. 



For Machines working at 


Average Volts 
per Segment. 


Average Segments 
per Pole. 


500 to 550 volts .... 
200 to 226 volts .... 

100 to 1 10 volts .... 


5i to 15 

4 to 10 

3 


35 to 100 
20 to 50 
25 to 35 



{g) Size of Armature. Steimnetz coeMcient. — The ques- 
tion next arises, given the specification of a machine to be built 
on the above lines, how is the designer to begin with the calcula- 
tions ? Obviously he must get some idea how large the arma- 
ture must be. Previous experience of the same type and size 
of machine will of course be sufficient to go upon, but failing 
this, use must be made of an empirical rule connecting the out- 
put of the machine with the over-all dimensions of the arma- 
ture core. The simplest of such empirical rules is that origin- 
ated by Mr. Steinmetz, that the product of the diameter of the 
iron core-body into its length is equal to the kilowatts of out- 
put of the machine multiplied by a certain coefficient; or in 
symbols 



kw 



= <y. 



Where <y, the Steinmetz coefficient, will have a value, if d 
and / are both in inches, not differing much^ from 3. In old 

the number of commutator segments as not less than 0*037 X 336 X Vioo = 123. 
The machine actually had 168, two conductors making one loop as the element 
of the winding. Had the elements been of two loops each the number of segments 
would have been 84, which is too small. The machine would have sparked in 
all probability. Nevertheless it is certain that good machines have been con- 
structed for which the constant was lower than 0*037, even as low as 0*025. 

* If rf and / are given in millimetres, the values of v will range at about 2000, 
going down in large modern machines to 1250, or going up in small and slow-speed 
machines to 3500 or 4000. 

There is a rational basis for this Steinmetz coefficient, for if it is assumed that 
there is a best average peripheral speed for the conductors moving in a field of 
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machines and machines of relatively small output, or of slow 
speed, the value of <T may go up to 5 or 6 ; for large and well- 
designed machines it may fall below 2. Of the various ma- 
chines mentioned in this book the lowest value of (T is i * 44, 
being that of the Hobart design of 1600 kw,, p. 229, while the 
highest is 13*4, being that of the very slow speed exciter of 
Kolben & Co., p. 217. 



best average density, and that there is a fixed limit of temperature rise and a fixed 
ratio for the armature losses to the normal output, then the output ought to bear 
a constant ratio to the working surface of the armature — therefore proportional 
to d X I. 

Let V be the peripheral speed in inches per second, B the average flux-density 
(in lines per square inch) in the air-gap, ^ the ratio of pole span to pole pitch, 
W the full-load output in kilowatts, q the number of ampere-conductors per inch 
periphery, then the total polar area surrounding the armature isirXdX^Xrfr 
square inches. Now all the work done by the machine takes place under the 
poles; and we may write 

Work done per second = peripheral force X peripheral velocity, 
which may be written 

Output = force per unit surface X total active surface X peripheral velocity, 
or 

= Bx$^XV'X'rX^X/X^ (ergs per second). 

W = BX$^XV'X7rx^X/Xv-*- 10" (kilowatts). 

Now assigning to B, ^, ^, and v the respective average values 50,000, 600, 0.7, 
and 500, values which are found in good non-sparking machines, this becomes 

W = 033 x^x/, 

whence ^ ^^ 7 xxt 

303 = tf x/-*-w, 

thus arriving rationally at the Steinmetz formula. Moreover, as the value of the 
constant was fixed by non-sparking conditions, it is clear that the limit of the 
output of the machine depends on heating alone; d Xl being a measure of the 
cooling surface. Thus under the assumption Cwhich is found to be true in prac- 
tice) that the limit to the output of machines of this type is put by heating, not by 
sparking, it follows that the value of the constant depends almost entirely on the 
peripheral speed. That is part of the reason for the differences observed in the 
examples given above, and furnishes a strong argument in favour of high peri- 
pheral speeds, and therefore of armatures tending toward the fly-wheel type. 

Kapp has given a rule, which in British units (d and / in inches, and peri- 
pheral speed V in feet per minute), comes to this: — 

rfX/= Wx^; 

where W is the full-load output in kilowatts, and c a coefficient which varies be- 
tween the values of 35,000 for small ring-wound machines and slow-speed machines 
down to 7000 for larps well-ventilated drum machines. 
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Examples. 


Kilowatts. 


Steinmetz 
Coefficient. 


Multipolar generator, Engl. El. Mfg. Co., p. 220 
** *' Hobart's design, p. 229 . 

** Siemens & Halske, p. 232 

Brown, Boveri & Co., p. 118 
p. 203 
Kolben & Co., p. 216 

Walker Co., p. 173 • . 

" ** Gen. Elect. Co., p. 209 . 

Bipolar ** Johnson & Phillips (1887) 




1 100 
1600 
400 
lOOO* 
480 
194 
250 
440 

21 


1-96 
1-44 

3*7 

2-i6 

2*25 

2-47 

4*35 

3-6 

3*57 
8-4 



Having thus obtained a trial-value for the product of diame- 
ter and length of the armature core, it remains to separate it 
into these two factors. One method of doing this is to take 
the highest permissible surface speed ; divide it by the number 
of revolutions per minute and by tt, thus getting the largest per- 
missible diameter as one of the desired factors. Another guide, 
assuming the number of poles to be fixed, is to assume (as is a 
fair rule for cast-steel pole-cores of circular section) that the 
length of the armature-core will be equal to half the pole-pitch 
at the armature surface; in which case the ratio 'rf// = 2 p/iry 
whence d^ =: 2 kw X /^ X ^ -^ ^- 

Another rule connecting output and size is 

kw = O' 064 X d^l X revs, per min. ; 

where the coefficient o * 064 is a sort of mean, and will be greater 
for machines of greater specific output, therefore larger in the 
case of large modern machines than for small or old types. If 
the length / is assumed to be known we may deduce. 



= 7-9\/; 



k7V 



revs, per min. X /* 



(h) Assignment of Losses of Energy. — Losses in energy 
due to ohmic heating of the copper, to hysteresial and eddy- 
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current heating in the iron, and to friction are inevitable. They 
are discussed in the preceding chapter. Such losses must be 
-kept down, because they lower the efficiency, and because an 
undue rise of temperature in any part is not permissible. Ex- 
perience has shown that if a machine is to be so designed as 
not to overheat in any part, and to make the total loss of the 
minimum value compatible with economy of material, its vari- 
ous losses must be rightly apportioned out. The following may 
be taken as the apportionment of the losses in machines of dif- 
ferent sizes : — 



TB 

Output in Kilo- 
watts. 


Efficiency 
per cent. 


Percentage Losses. 


Armature. 


Magnets. 


Commutator 

Friction and 

Windage. 


Total 

Losses 

per cent. 


Copper 
Loss. 


Iron 
Losses. 


Copper 
Loss. 


5 to 40 

10 '• 60 

40 •* 100 

75 *' 300 

200 " 500 

4CX) *' 1000 


90 

91 
92 

93 

94 
95 


3-8 

3*5 
32 

2*4 
I 9 


3*2 
30 

2-8 

23 

1-8 

1*5 


25 
2*1 

1-6 

1*55 

I'S 

1*35 


05 
04 

o*4 

0-3 
03 
0*25 


ID 

9 

8 

7 
6 

5 



Such a table would, however, be misleading unless it is borne 
in mind that the values may vary considerably even in machines 
of the same size for different speeds and under different con- 
ditions of working. For example, a 93 per cent, efficiency is in 
general too high for a 75-kilowatt machine, unless it is of very 
large size for its output. Such tables may however be drawn 
up with some accuracy for a standard series of jnachines of 
some one type, such as a series of slow-speed tramway genera- 
tors, or a series of high-speed lighting machines. The follow- 
ing is a table of average values in a series of standard generators 
built by Messrs. Kolben & Co. (see next page). 

Parshall gives the following apportionment for a 550-kilo- 
watt tramway generator : — Armature copper 2 * 25 ; armature 
iron 2 • 25 ; magnets o * 75 ; commutator, etc., o * 75 ; total 6 per 
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cent. Rothert gives for similar machines: — Armature copper 
2 7 ; armature iron i -8 ; magnets i -5 ; commutator o -3 ; 
total 6 • 3 per cent. 



Output in 
Kilowatts. 


Speed. 


Full-Load 
Efficiency 
per cent. 


Full-Load Losses 


Excitation 
Loss. 


Commutator, 

Friction and 

Ventilation 

Loss. 


Copper 
Losses. 


Iron 
Losses. 


50 
100 
200 
400 
500 
750 


550 
450 
350 
300 
100 
100 


92 -6 
93 "o 
93 4 
940 

94*4 
950 


800 
1500 
2800 
5000 
5900 
8000 


1000 
1900 
3600 
6000 
6400 
7100 


1,200 
2,200 
4,200 
7,900 

9»5oo 

13,500 


1, 000 
1,900 
3,600 
6,800 
8,000 
11,000 



N.B. — The first four of these machines are high-speed lighting 

machines, suitable for coupling direct to a high-speed engine, and the 

loss due to the outer bearing is included in friction losses. The last two 

. are slow-speed traction generators ; and for these the efficiency figure 

does not include any loss at the bearings. 

(i) Centrifugal Forces. — If a mass is whirling with a radius 
of R inches, at V revolutions per minute around an axis, the 
centrifugal force is 0*0009138 RV^ poundals per pound of 
peripheral matter, or 0*0000284 RV^ pounds per pound of 
peripheral matter. This rule can be used to estimate the cen- 
trifugal forces on armature conductors. 

Example. — Suppose an armature conductor weighing 0*39 lb. to be 
revolving at 150 revolutions per minute; the radius of the armature 
being 31 inches. The centrifugal force on it will be 

o* 39 X o* 0000284 X 31 X 150 X 150 = 7' 72 lbs. 

(;) Calculation of Binding Wires. — In the case of smooth 
cores the conductors must be secured in their places by a num- 
ber of external bands, known as binding zvires. In the case 
of toothed core-disks the conductors may be held in by wedges 
of hornbeam or of hard white fibre driven in under the tops 
of the teeth ; or in the case of straight teeth binding wires may 
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be used instead of wedges. Binding wires must be strong 
enough to resist the centrifugal forces, and yet at the same time 
must occupy very little radial depth that they may not interfere 
with the clearance between the armature and the pole-faces. 
The almost invariable practice is to employ a tinned wire, of 
hard-drawn brass, phosphor bronze, or steel, which, after wind- 
ing, can be sweated together with solder into a continuous band. 
Mr. Wall, of Sheffield, manufactures a special "plated steel" 
wire for binding, in sizes of 18, 22, 28, 36, 48 and 56 mils diame- 
ter respectively. Phosphor bronze will withstand a tensile 
stress of from 65,000 to 120,000 lb. per square inch. Steel 
varies from 125,000 to 230,000 lb. per square inch. 

To estimate the proper size and number of binding wires 
required we may remember that on a pound of material at a 
radius of R inches, revolving at a given speed the centrifugal 
force will be that given by the formula on p. 144. Or if d be 
the diameter in inches, and n the revolutions per second, the 
centrifugal force per pound of matter will be := o • 012 d n^ 
pounds' weight. 

Suppose we know the mass w^ (in pounds) of one conduc- 
tor, multiplying this by the total number of conductors Z, we get 
the total mass of armature conductors, and dividing by n we 
find the mass that will be effectively projected in any one direc- 
tion. Putting this into the formula, and dividing by 2, we find 
the total tensile force to be borne by the binding wires at one 
side ; and dividing again by the maximum tensile stress which 
the material can stand, we obtain the net theoretical total cross 
section of the whole of the binding wires. Taking a factor of 
safety of 10, and a value of 100,000 lbs. per square inch as the 
tensile stress for steel or for phosphor bronze we get total neces- 
sary section of binding wires in square inches 

_ te/, X Z X 0102 X d" X n* X 10 , 
2 X w X 100,000 ' 

_ 1-623 X w^ X Z X d " X n* 
1,000,000 

From this total necessary section, and the appropriate wire- 
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gauge, the number of wires is then calculated, and they are then 
arranged in suitable belts. 

Example.^Wi = 0'39 lb.; 2 = 1536; (i = 62"; n = 2'S revs, per 
sec. ; total necessary section works out to o -386 square inch. Refer- 
ring to wire-gauge tables we find a No. 17 S.W.G. of diameter 56 mils, 
has a cross-section of 0*00246 square inch. Dividing 0-386 by 0*00246 
we find that 156 wires are needed. These may be arranged as follows : 
5. belts of 16 wires each over the core body and 4 belts of 19 wires 
each over the extended ends of the winding, i.e., 2 belts of 19 wires 
each over each end. 

Under each belt of binding wires a band of insulation is 
laid. This usually consists of two layers, first a thin strip of 
thin vulcanized fibre or of hard red varnished paper, slightly 
wider than the belt of wires, and then a strip of mica (in short 
pieces) of about equal width. Some makers lay a small strap 
of thin brass under each belt of binding wires, having tags 
which can be turned over, and soldered down, to secure the two 
ends of the binding wire from flying out. 



Order of Procedure in Design. 

The specified conditions to be fulfilled are that the dynamo, 
running at a prescribed speed (fixed by the choice of engine), 
shall give out its current at a prescribed voltage, and that when 
running at normal full-load of a prescribed number of amperes 
it shall have a prescribed efficiency.^ 

The method of getting out a preliminary design to a given 
specification is, therefore, as follows : — 

The example which is here given is continued for the re- 
mainder of this section. 

Example, — To design a tramway generator to give, at 150 revolu- 
tions per minute, 600 amperes at 500 volts, the efficiency being 93 
per cent. 

* Other details may be prescribed, for example, the limit to which temperature 
is allowed to rise, the amount to which the machine shall be compounded or over- 
compounded, the efficiency at 5^ or J4 load, the permissible amount of temporary 
overload, and the like. 
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( 1 ) Find the full-load kilowatts by multiplying together the 
volts and the full-load amperes, and dividing by 1000. 

Example. — As above, 300 kilowatts. 

(2) Assume a suitable value for the Steinmetz coefficient 
(remembering that its value is reduced the higher the per- 
missible peripheral speed), and proceed by multiplying the re- 
quired number of kilowatts by this coefficient to find the prod- 
uct of d X ^. 

Example.— Taking o =3 13, we find 300 X 3'i3 = 939- That is to 
say we know that d and / must be such that d X I (in inches) = 939. 

(3) Fix a trial-value for the number of poles (see p. 137 
above). 

Example. — As the full load is 600 amperes, a 6-pole design would do; 
but to be quite sure of avoiding trouble as to sparking let us take 8 
poles, so that with a parallel-wound armature there will be 8 circuits 
and only 75 amperes in each circuit, or 150 amperes to collect at any one 
row of brushes. 

(4) Fix the value of d ard / separately, putting down trial- 
values by experience, and test them by observing what surface- 
speeds they correspond to, and whether any of them agrees with 
the rules laid down above (p. 142). In particular see whether 
the proportions chosen are suitable for the number of poles pro- 
visionally selected. 

Example. — We may at once put down a number of trial values of d 
and / as follows : 



/ 


d 


dXl 


Peripheral 
Speed 


12 


78 


936 


3062 


14 


67 


938 


2631 


15 


62 


930 


2434 


16 


58 


928 


2277 


18 


52 


936 


2041 



Calculating the peripheral speeds that correspond to the different diam- 
eters at 150 revolutions per minute we see that the diameter which 
gives us the surface speed nearest to the moderate value of 2400 feet 
per minute is 62 inches. The periphery of this armature will be 62 X '*' 
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= 194 75 inches. Dividing by 8 we get the pole-pitch at the armature 
face as 24 34, and as the pole-face will cover about 80 per cent, of this, 
the pole-arc will be about 19 inches long; making the actual pole-face 
about 19 by 15 inches, which is a suitable shape.^ We may take it then 
that the values of d and / will be 62" and 15". 

(5) Fix the value of Z. The preferable mode of doing this 
is, now that the size of pole-face is approximately known, to 
assume a provisional value for the flux from the pole, and 
calculate Z from the voltage by the fundamental formula 

E = «ZN -f- 10", 

or from the variety of it given on p. 139 above. The provis- 
ional value of N is found by assuming a suitable flux-density, 
and multiplying this into the area of pole-face provisionally 
found. 

Example. — The pole-face being 19 X 15 = 285 square inches, if the 
flux-density at the pole-face be taken at 45,000 lines per square inch 
(a low estimate allowing for increase at full load), then N the flux 
from one pole will be about 13,000,000 lines. Now at 150 revolutions 
per minute the value of n will be 150-7-60 = 2-5 revolutions per 
second. Hence if E is 500 volts we provisionally find Z as 

500 X 10* -> (2 5 X 13,000,000) = 1538. 

But, for parallel windings (lap- windings), it is preferable that Z 
should be an even multiple of the number of poles, in this case 8. 
Now 1538 is not a multiple of 8, but 1536 is an even multiple; there- 
fore, we will take Z as 1536. But before finally deciding on this value 
we must test it by the other requirements. If we apply the formula 
[a] on p. 138, we find 2 = 1885X8x62-5-75 = 1579 as the highest 
number permissible if there are not to be more than 600 ampere- 
conductors per inch periphery. So Z = 1536 is satisfactory. 

At this point we ought to pause and test the consequences 
of our procedure so far. Let us test the number of poles by 
the rules given on p. 137. 

* If it is required that the poles should be of cast steel and circular in section, 
there might be some advantage in having a more elongated shape for the pole* 
face, for example, 21^ inches by 14 inches, which would be the size had the 67-inch 
core-disk been selected. 
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Example. — The number Z is 1536, and each conductor carries 75 
amperes; multiplying these together, and dividing by 14,000, we get 
8*3, justifying our selection of 8 poles. 

Further, as the speed is « = 2i revolutions per second and the 
number of pairs of poles 4, the frequency of magnetization in the 
armature is 10 cycles per second, which ensures that iron-losses in the 
armature can be kept low. 



(6) Fix the number of commutator segments. Lap-wound 
armatures may have one segment for each loop of two con- 
ductors. Modern practice is against having more loops than 
one^ per segment, so as to keep down the average voltage per 
segment. In all cases it is well to keep the number of seg- 
ments high. 

Example. — Z = 1536, or 192 conductors per pole. That makes 96 
loops per pole, with an average voltage of 500 ^ 96 = 5 '2 volts per 
loop. As it is undesirable that the volts per segment should be 
unnecessarily increased, we will decide to have 768 segments in total, 
or 96 per pole. Arnold's rule, p. 139, prescribes as the minimum 
number 0*037 X Z X |/ Ci where Ci is the current in one conductor. 
In this case we have o*037X 1536 X V 75 = 492. Now 768 is above 
this number, whereas if we had tried having two loops per segment 
and only 384 segments we should have gone below the permissible 
limit. . I 

It being then decided that the commutator shall have 768 segments^ 
since each segment cannot be much less than 0*2 inches broad, the 
commutator will have to be nearly 150 inches in periphery, or say 45 
inches in diameter. 

(7) Next settle upon the style of armature-winding. Mod- 
ern practice tends toward preserving the utmost simplicity, that 
is to say, it favours the lap-wound drum executed as a barrel- 
winding so as to have ample cooling surface, the conductors 
being in two layers, and with two, four or six conductors in 
each slot. It is true that some designers still prefer to use 
series-parallel windings, as they have the advantage of enabling 
fewer armature conductors to be used for the same voltage, and 

* For a case to the contrary, see Brown, Boveri and Co.*s 8-pole machine, 
p. 204. In motors under so H.P. it is usual to have more than one turn per 
section. 
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these conductors are thicker; and (as shown on p. 109) they 
give rise, in case of irregularity in the strength of the poles, to 
less internal heating from unequal currents in the different cir- 
cuits. Some examples of designs with series-parallel windings 
will be foiind in the following machines : — 

Kolben and Co.'s lo-pole, 250 kilowatt machine, p. 216. 
Oerlikon Co/s 12-pole, 350 kilowatt machine, p. 188. 
Brown, Boveri and Co.'s High Voltage 4-pole, p. 205. 

At one time designers favoured the custom of adapting one 
and the same armature core so that it could be wound with 
the same number of conductors for 125, 250, and 500 volts pro- 
vided the magnet had 4 or 8 poles: for if the 250 volts were 
simply a parallel (lap) winding with as many circuits as poles, 
the 125-volt armature would be also a duplex parallel (lap) 
winding (p. 83), with twice as many circuits as poles, 
and the 500-volt armature a series-parallel wave-winding with 
only half as many circuits as poles. 

The object of fixing the type of construction is that an esti- 
mate may be made of the available cooling-surface. For barrel- 
winding the length to which the oblique end parts of the wind- 
ing extend out will be about equal to half the pole-pitch on each 
side of the core-body. 

Example. — The pole-pitch is 24*34 inches. Adding half this, or 
say I2i inches, to each face of the armature core-body, which is 
already 15 inches long, makes the over-all length of the armature 
(without the commutator) 40 inches. 

(8) Next decide upon the apportionment of the various 
losses. This might have been done at an earlier stage. The 
figures given on p. 143 will assist in apportioning the various 
losses. The exposed surface of the armature should have not 
less than 18 to 20 square inches for each kilowatt of output (see 
p. 69), otherwise the temperature cannot be kept within permis- 
sible limits with these percentages of loss. If on reckoning out 
the losses it is found that the armature surface is insufficient, the 
armature must be re-designed of larger size. 
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Example. — Assuming the copper-loss in the armature to be 2*5 and 
the iron-loss to be 2*0 per cent., or in total 4^ per cent, of the output, 
the total watts wasted in the armature will be 4i per cent, of 300,000 
watts, or 13,500 watts. The periphery of armature being 194 75 inches 
and the over-all length 40 inches, the total area of the cylindrical 
surface is 7790 square inches. Each square inch must therefore 
radiate away 1 735 watts. As the surface speed is 2434 feet per 
minute, a reference to the curves of Fig. 22, p. 70, will show a prob- 
able rise of temperature of 45° C. On this estimate it would be prefer- 
able to reduce the copper-loss by using a slightly thicker conductor. 

According to the rule given above, the surface of the armature 
ought to be from 18 or 20 times 300, i.e. 5400, or 6000 square inches. 
As it has 7790 there should be ample surface. 

(9) Next we may settle upon the number and dimensions 
of the slots. The former depends upon the type of the arma- 
ture winding used and the number of commutator-segments. 
It is almost universal now-a-days for all large machines to wind 
with copper strip, two layers (or sometimes four layers) deep. 
But whether the slot is made wide enough to carry two, four, or 
six conductors depends on the conditions. Putting four or six 
conductors in one slot simplifies the construction and saves 
labour. It also saves some space, and should be adopted if 
there is fear of not having sufficient tooth-section for magnetic 
purposes. In 500-volt generators the depth of the slot varies 
from I to 2 inches or so. Assuming a proper trial value for the 
current density (see p. 138) in the conductors, their proper sec- 
tion can be at once provisionally assigned. And, if the group- 
ing has been chosen, the necessary area of each slot can be 
reckoned out by aid of a space-factor (p. 45). It must then be 
considered whether this leaves an adequate section for the tooth. 
Since the average flux-density in the air-gap is, say, 50,000 lines 
per square inch, and the appropriate flux-density in the teeth is 
130,000 lines per square inch, one would expect the teeth to 
take up only five-thirteenths of the periphery. But it must be 
remembered that the iron of the teeth is not continuous, there 
being insulation, and often air-ducts, between the laminations. 
In the case of slots with parallel straight sides it, is usual to 
find the width of the tops of the teeth about as great as, or 
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slightly narrower than the width of the slots : and as the teeth 
slope slightly down to their roots their mean width will be less 
than that of the slot, and is indeed generally about three-quar- 
ters of that width. The number and arrangement of the con- 
ductors should now be readjusted to suit winding conditions. 

Example. — As each conductor has to carry 75 amperes, the appro- 
priate section at 2000 amperes per square inch will be 37»5oo square 
mils (=0 '037500 square inch). If we decide to place these 6 in a slot 
the total copper section per slot will be 0*225 square inch. Taking 
the space-factor as 0*4, we have the area of slot as 0225 -r- 0*4 = 0*562 
square inch at least; and as there will be 256 slots and 256 teeth in a 
total perimeter of 194*75 inches, each slot cannot well be more than 
'38 inch wide, each must be at least i '$ inches deep. 

(10) The internal diameter of the core may now be fixed, 
by ascertaining the requisite radial depth of the core to give 
an adequate cross-section of iron below the teeth. As a trial- 
value one may take either the face-diameter of the armature 
divided by the number of poles, or a length equal to half the 
pole-arc. But the final adjustment of this radial depth depends 
purely upon the permissible iron-loss, as this governs the flux- 
density that can be used. 

Example. — d = 62 inches, and as there are eight poles the trial value 
of the radial depth is 7i inches; or, the pole arc being 19 inches, the 
half of this is 9i inches. We may provisionally take a mean value 
such as 8i inches, which, if the slots are estimated at li inches deep, 
brings the internal diameter to 42 inches. Now the flux through the 
armature-core is i N or 6,500,000 lines. The nett length of iron from 
front to back being about 11 '7 inches, the nett sectional area will be 
about 100 square inches, giving a flux-density of about 65,000, which 
is satisfactory (see p. 136), and will ensure that the iron losses are 
not too great. 

(11) Next, settle the dimensions of the air-gap by the 
principles laid down on p. 39. 

Example. — As the slots are o -3805 inches wide at the top, the length 
across the gap ought not to be less than 0*5 inch. This is sufficient 
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as a clearance on an armature 62 inches in diameter, but unless there 
is some reason to the contrary, it would be with advantage larger: so 
we will adopt o -65 inches. 

(12) Fix the approximate dimensions of the magnet-pole 
cores. These must have sufficient cross-section to carry the 
full-load flux, • including that which forms by leakage the stray 
field; and they must be long enough to receive the exciting 
bobbin. The flux will be v X N^ ; where v is the coefficient 
of dispersion, Na being taken at its full-load value. A good 
trial-value for the length of the pole-core, if cylindrical, is to 
make it equal to the diameter of the section, though this may 
generally be reduced after the magnetic circuit calculations 
have been made to ascertain what provision must be made for 
excitation. Another rough way of obtaining a trial value for 
the length of the pole is to take 20 times the length of the air- 
gap, if the machine is to be shunt-wound, or 40 times the length 
if it is to be over-compounded. The section necessary is fixed 
by the permissible flux-density (see p. 136). 

Example. — The no-load armature flux per pole being 13,000,000 
the full-load flux will need to be (for a shunt machine or compound- 
wound, but not over-compounded machine) say 13,500,000. Taking 
the coefficient of dispersion as v z= i -21 at full load, it follows that 
Nm must be 16,400,000. Then taking 105,000 lines per square inch 
as a suitable value for the flux-density, there will be required I57 
square inches. Hence the pole-core, if circular, must be 14 inches in 
diameter; or, if square, about I2i inches each way. Taking the other 
rule, if the air-gap is 0*65 inch, multiplying this by 20 gives 13 inches 
as a suitable trial-value for the length. We may therefore take 13 
inches provisionally as its length. 

(13) The necessary cross-section and size of the yoke may 
then be fixed : the section being as before fixed by the appro- 
priate flux-density. 

Example. — The yoke has to carry iNm lines, in this case 8,200,000, 
at full-load. Suppose it to be of cast-iron with an appropriate density 
not exceeding 40,000 lines per square inch. Then about 205 or 210 
square inches will be needed. Being of cast-iron, a broad semi-oval 
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section, flat in the inner face, will be appropriate, and if a breadth of 
30 inches with a thickness of 9 inches at the middle be adopted, the 
over-all diameter of the magnet frame will be about 108 inches. 



(14) All is now provisionally ready for the commencement 
of the real calculation of the machine. A drawing should be 
sketched out to scale, using the trial-values adopted so far. 
This drawing will enable the designer to judge of the ultimate 
dimensions and appearance of the machine. From it a complete 
set of calculations must now be made (on the principles laid 
down in the preceding chapters) for (i) excitation, (2) heat- 
i^^&» (3) sparking, and (4) efficiency, as is done in the case of 
the two machines discussed below. On examining the results 
of such calculations it is then easy to see in what manner it 
would be desirable to alter the design in order to fulfil more 
completely the specified conditions. Finally, as the outcome of 
such considerations, other designs ought then to be made, and 
worked through, differing in various ways from the first one, 
but fulfilling the terms of the specification. For example, if the 
sparking-criteria are only barely fulfilled, it might be worth 
while to recalculate after slightly increasing the diameter of the 
armature : or if they are amply fulfilled, the diameter might be 
slightly reduced. Or if the percentage of the heat-losses in any 
of the parts — say the teeth — comes out either higher or lower 
than the amount known by experience to be advisable, then the 
design might be modified so as to give either a higher or a 
lower flux-density, as the case may be, in that part. When a 
few such variants on the first design have been made it becomes 
a simple matter to pick out that design which appears to be 
the best all round, cost of materials and cost of manufacture 
being the most important final consideration. 

Machines intended to be used as over-compounded gene- 
rators must be designed a little more liberally than those de- 
signed for same speed and voltage as shunt machines, so as to 
allow for the increase of magnetic flux and additional excitation 
losses at full load ; or, what comes to the same thing, if of equal 
dimensions, they must for the same speed be rated as of, say, 
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from 5 to 7 per cent, lower output; or, if rated at the same 
output, their speed must be increased from 5 to 7 per cent. 

Other Procedure in Design. — It is, of course, possible to 
follow a different order of procedure in designing. Rothert, 
in an excellent paper in the Elektrotechnische Zeitschrift for 
1901, gives the following: — Using for the estimating of the 
armature dimensions a constant which differs in different types 
of machine, but which, for a given diameter, determines the 
length of the core, he then chooses the number of poles in de- 
pendence chiefly on the prescribed speed. His rule for this is 
that the frequency (i.e. the product of number of pairs of poles 
into revs, per second) shall lie between 17 and 20 for 500- volt 
machines, or between 18-5 and 22 for those over-compounded 
to 550 volts. From this he selects the armature dimensions so 
that, taking the pole-span about y2 per cent, of the pole-pitch, 
the pole-face shall be approximately a square, about the middle 
of which is centred a cylindrical steel pole. He does not cal- 
culate up the efficiency until after the, main dimensions have 
been settled, as he finds it always to t:ome out right, in the case 
of large machines, if they are only approximately correctly de- 
signed in other respects. Much more important he regards 
the cooling question, which can, however, be controlled by pro- 
viding due ventilation. The two main factors, however, which 
are of vital influence in selecting dimensions are the proper 
magnetic saturation of the teeth, and the economy of material 
attained by using high current-densities in the copper. As to 
the former, he uses 151,000 lines per square inch (apparent) at 
full load. As armature current-density, he takes 1700 to 1900 
amperes per square inch. Allowing a temperature-rise of 35 
deg. C, and surface speeds of 1700 to 2300 feet per minute, he 
finds this to correspond to a waste of about i' 61 to 2 • 13 watts 
per square inch of peripheral armature surface. For the station- 
ary coils of field-magnets he allows a current-density of 900 to 
1060 amperes per square inch ; and with a permissible tempera- 
ture rise of 35° C, a corresponding waste of 0*77 watts per 
square inch of cylindrical surface. 

Criteria of a good Design. — A well-designed machine must 
not spark at any load up to an overload of 50 per cent, above 



Digitized by 



Google 



156 Dynamo Design. . 

normal. It must not spark (see p. 159) at any load up to an 
overload of 25 per cent., even though the brushes be fixed. It 
must not overheat (see Chapter VI.). And it must be neither 
too heaVy nor too costly in manufacture. 

A good criterion is the ratio of the Hux-density in the gap 
to the ampere-conductors per inch of periphery. The former 
has usually values approximating to 50,000, while the latter is 
usually from 500 to 600. This ratio is, therefore, of the order 
of magnitude of 80 to 100. It may be briefly called the stiff- 
ness-ratio. If higher, the machine is unnecessarily heavy; if 
lower, it may be prone to spark at high loads. 

Another criterion of goodness of commutation is the value 
of the stiffness-ratio as compared with the volts per segment of 
the commutator. The latter varies (see p. 140) in machines of 
different voltages. In lOO-volt machines the voltage per bar 
may be taken as about 3. In these, then, the stiffness-ratio 
(of 80 or 100) divided by 3 gives the commutation-ratio as from 
27 to 33. In 500-volt machines, taking voltage per bar as about 
6, gives 13 to 16 as the commutation-ratio. Any lower values 
than these should be looked upon with suspicion. 

Yet another criterion is to compare the number of ampere- 
turns of excitation needed at full-load to drive the flux through 
the gap and teeth, with the whole number of ampere-conductors 
(at full-load) that lie und - one pole- face. This is a com- 
parison in effect between the magneto-motive force that can 
resist distortion, with the ampere-turns tending to distort the 
field. A couple of examples from machines known to commute 
well at all loads will suffice : — 

In Parshairs 550 kilowatt generator, p. 209, the number 
of ampere-turns spent on gap and teeth is 6600 per pole, while 
the distorting ampere-conductors under one pole amount to 
14400, making the ratio of the former to the latter o * 45. 

In the Scott and Mountain 150 kilowatt generator, p. 161, 
the ampere-turns for gap and teeth amount to 8350, while the 
distorting ampere-conductors are 13,000, making the ratio 
0-64. 

As to weights, machines with a low peripheral speed always 
weigh more than those of equal output with a high speed ; and 



Digitized by 



Google 



Rules for Design. 157 

those with cast-iron yokes more than those with steel yokes. 
The armature weight (apart from the shaft) ought to be ap- 
proximately proportional to the kilowatts if equal peripheral 
speeds are attained. 

Hobart has considered^ the problem of designing series of 
generators of standard patterns to cheapen manufacture. His 
designs favour a high surface speed, large commutator, and 
high current-density in the armature, from 2340 to 2520 am- 
peres per square inch. 

Specific Utilisation of Material, — Mavor has introduced^ the 
conception of the "active belt," meaning by this term the entire 
mass of the armature periphery down to the roots of the teeth, 
consisting of iron, copper, and insulation. It is in this active 
belt that the whole inductive generation takes place, and on 
this active belt that the mechanical forces are exerted. Mr. 
Mavor found the number of ergs per second per cubic centi- 
metre at unit velocity in unit field to be about 5. But the work 
done per line in moving a current across a field is simply pro- 
portional to the current : so that Mr. Mavor's figure is a meas- 
ure of the current-density in the gross section of the active 
belt. 

We may extend still further this conception of a belt of 
2ictwe material, and may consider not only the mean number 
of amperes that traverse each square inch of it parallel to the 
shaft, but also the mean number of magnetic lines that traverse 
each square inch of it radially, and the speed with which it 
moves forward tangentially. Let us consider the number of 
watts generated per cubic inch of the active belt. If J be the 
<iiameter, / the length of the core-body, and ^ the depth of the 
slot (or length of the tooth), the total volume of the active 
belt will he 7t d I s. Hence : — 

Watts per cubic inch = — tt- 
^ 7: a Is 

Now, writing for E the value n Z N /> -7- c 10®; and re- 

^ Journal Institution Electrical Engineers, xxxi. 170, 1901. 
^ Ibid., xxxi. 218, 1901. 
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membering that n = v -^n d, where v is the peripheral velocity 
in inches per second, we have : — 

Watts per cubic inch = - — r^rr -%- 

c Tz a I s .10 

This we may decompose into three factors, thus : — 

Watts per cubic inch = -j- . — ~j . — r. 

^ Tzcds ndl 10 

These three factors we may severally write : — 

ZC-7-7r^^j = a = gross current-density per square 

inch in active belt. 

H p -T- 'n d I = P — gross magnetic density per 

square inch in active belt. 

V -T- 10^ = ^ = a quantity proportional to the 

peripheral velocity. 

If, then, we take out these three factors, a, 0, and y for 
any particular machine, we have at once a means of comparison 
between its design and that of other machines in respect of the 
specific utilization of materials. Some makers manage to crowd 
many amperes through the copper : in their machines a will be 
large. Other makers contrive to have a high average flux- 
density in the belt : in their machines will be large. Others 
drive their machines with a high surface speed, and so increase 
the specific output of a given quantity of active material. Ow- 
ing to the conditions that are necessitated by sparkless commu- 
tation a cannot be very high unless /3 is high also, though (B 
may be high without a being so. And y may be high or low, 
quite independently of a or p. 

The Author has therefore made a detailed examination of 
more than fifty modern generators, including the machines men- 
tioned in this book, to ascertain the values of these three factors 
of specific utilization. The values of a for machines of the 
type principally dealt with lie mostly between 300 and 460, a few 
being outside these limits. The values of P lie mostly between 
30,000 and 45,000, the extreme values being 22,000 and 58,000. 
The values of y lie mostly between o • 000004 and o • 000009 ; 



Digitized by V. 



Google 



Rules for Design. 159 

but in a few cases exceed the latter figure. The watts per cubic 
inch of active belt run from about 45 to 120; but in one case 
go down to 15, and another case, Hobart's 1600 kw. generator, 
reach 162. Smooth-core machines are not included in these 
calculations, nor arc-lighting machines, nor magnetic machines, 
nor any small designs. See the Table on p. 234. 

Sparking Criteria, — A rule much used by designers is that 
the flux-density under the backward pole-horn at full load shall 
not be reduced below about 13,000 lines per square inch. Or 
if X^ denote the ampere-turns per pair of poles required for the 
double air-gap, X^ the number of ampere-conductors under 
one pole, and Bg the average flux-density in the gap at full load, 
then 

B3 X (X^— X,) H- X^ shall not fall below 13,000. 

Mr. Kapp has suggested two other criteria, involving the 
use of arbitrary coefficients, which are here stated in British 
units. 

Let Bs be the flux-density (lines per square inch) in the gap, 

" Xo be the number of ampere conductors per inch of armature 
periphery, 

" K be the total number of commutator segments, 

" k2 be the number of commutator segments short-circuited to- 
gether by any one brush, 

" Yi be an empirical constant, 

" Yi be a second empirical constant, 

" g be the length across one air-gap (iron to iron), in inches, 

" d be the diameter of the armature, in inches. 

Then the first criterion is that 

Yi ^ B, X ^2 "^ Xq ; 
where for good results, in 
slotted drum armatures, Yi should not come less than 38 
" ring . " ** « « 60 

The second criterion is that 

Y, = K^--rf(i + fe,); 

where for good results 
with metal brushes, Y2 should not fall below the value i • 2 
" carbon " Y^ " " " 0-6 
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CHAPTER VIII. . 

EXAMPLES OF DYNAMO DESIGN. 

We now proceed to analyse the designs of two machines of 
different types, as examples of the foregoing principles and 
methods. 




Fig. 55- 



Example I. — Shunt-wound Multipolar Machine 
WITH Slotted Drum Armature. 

Built by Messrs. Ernest Scott and Mountain. 

M.P. — 6 — 150 — ^450 — 250 volts — 600 amps. 

(Shown in Figs. 55 & 70, and Plate II. For description, 

see page 198.) 
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The leading dimensions and particulars as obtained from 

the drawings are given in the schedule form below. 
General Specification. 

Full load (kilowatts) rso 

" (terminal volts) 250 

" (amperes) 600 

Revolutions per minute 450 

Peripheral speed (feet per minute) 2835 

Number of poles 6 

Nature of load Lighting 

Dimensions. 

Armature: — 

Core disks, external diameter (inches) .... 33 

" internal *' " .... 18 

Number of slots . 124 

Depth of slot (inch) i -625 

Width " " 0-4 

Pitch of slot at armature face (inch) .... 0*840 

" " average (inch; 0796 

Depth of iron in cgre, under teeth (inches) ... 5 -875 

Gross length of core (inches) . 11 

Iron " " " 9 

Diameter of finished armature (inches) .... 33 

Number of conductors 496 

Arrangement 4 in slot 

Style of winding parallel 

Dimensions of each conductor, bare (inches) . .07 Xo-ii 

" " *' insulated (inches) .073X0-14 

Section of each conductor (square inch) . 0-077 

Mean length, one armature turn (inches) ... 66 

Field-Magnets: — 

Diameter of bore (inches) 33*625 

Polar angle (degrees) . 43 

Turns per pair of poles 3602 

Mean length of one turn (inches) . . ... . 43 

Diameter of wire, bare (inch) 0*09 

Section of wire (square inch) 0*0050 

Shunt current (amperes) 4* 10 

Commutator: — 

Diameter (square inches) 21 

Number of segments 248 

Active length (inches) 7*5 

An inspection of the drawings vshows that the magnet crres 
of steel are of circular section, bolted on to the yoke, the pole 
pieces being in one piece with the magnet cores. 
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The field-frame is cast in two pieces and bolted together. 
All the field-bobbins are connected in series. The armature 
slots are straight, and of the dimensions given above. These 
are two ventilating apertures, each f inch wide, and the core 
disks are insulated with varnish, deducting altogether i8 per 
cent, from the gross section. 

The armature winding has six parallel circuits, and six sets 
of brushes at 60° apart. 

We will first construct the saturation curve of the machine. 

We have : — 



or 



E = ;^ X Z X N, -^- Io^ 

E = ^X 496X N„-h 10^; 

E = 0*00000372 N„. 
The dispersion coefficient of this machine is v = i • 17. 
Hence we have : — 



E 


Na 


N« 


300 


8,100,000 


9,480,000 


280 


7,530,000 


8,800,000 


260 


7,000,000 


8,200,000 


230 


6.180,000 


7,230,000 


200 


5,400,000 


6,320,000 



From the drawings we obtain : — 

Length of mean magnetic path in magnet yoke (inches) . 26 

" " two magnet cores (inches) 28 

'* " armature core " . 15 

** two teeth " . 3*250 

" two air-gaps (inch) . 0*625 

And for the magnetic areas : — 

For the yoke (square inches) =44 

" magnet cores (square inches) . . . * = 78*5 
" armature body " = S3 "O 

The polar angle being 43°, we have for the number of teeth 

under one pole 

124 X 43 



360 



= 14-7. 
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Owing to the high flux-densities in the teeth the flux will 
spread considerably, so we will assume 16 teeth as the number 
under i pole. 

The pitch of the slots at armature face is 0*84 inch, and 
hence the width of the tooth = o -840 — o -400 = o -44. 

Consequently the area of the teeth under each pole may 
be taken as : — 

16 X o 44 X 9 = 64 square inches. 

The air-gap area will be taken as the mean of the tooth area 

and pole-face area, or 

140 + 64 . , 

— ^^ — ■ — - = T02 square mches. 

We have now all the data for constructing the saturation 
curve and no-load characteristic. It will be sufficient here to 
work out two points on the curve, as the method is the same for 
them all. 

Taking the point E := 260 and E = 230 as examples, we 
obtain the two tabulations given below. 

The values of ampere-turns per inch, cJ, have been taken 
from the magnetization curves given in Plate I., though it is 
quite probable that the actual- brands of cast-steel and of iron 
stampings used by the makers had slightly different values. 

The value for the air-gap might be obtained by the use of 
the gap-coefficient o • 3133, as explained on page 28. 

E = 230. Na = 6,180,000. Nw = 7,230,000. 



Part of 
Machine. 



Yoke 

Two magnet), 
cores * 

Two air-gaps 

Two teeth 

Armature 
core 



Material. 



cast Steel 
cast Steel 

air 

I iron ) 
1 Stampings ) 

j iron ) 
1 stampings j 



Magnetic 
Length. 



m. 
26 

28 

o'625 

3-250 

15 



Magnetic 
Section, 



sq. in. 

2X44 

78-5 
102 
64 

2X53 



Fhix 
Density. 



82,300 
92,100 
60,700 
97,000 

58,400 



Vahie of 8 from 
Curve. 



23 

32 
' 192 

(per riirincl 
23 

2-75 



;h)j 



Ampere- 
Turns. 



597 

895 

11,887 

75 
41 



Total ampere-turns per pair of poles 13,495 
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E = ' 


260. 1 


4a = 7,000,000. 




Nw = 8,200,000. 




Part of 
Machine. 


Material. 


Magnetic 
Length. 


Magnetic 
Section. 


Fhix 
Density. 


Value of 6 from 
Curve. 


'Ampere- 
Turns. 


Yoke 


cast Steel 


in. 
26 


sq. in. 
2X44 


93,200 


34 


884 


Two magnet j. 
cores 3 


cast steel 


28 


78-5 


104,300 


60 


1,680 


Two air-gaps 


aii- 


0-625 


102 


68,600 


i 215 I 
1(perT4Tinch)[ 


13.430 


Two teeth 


i iron 
\ stampings ) 


3-250 


64 


109,000 


107 


348 


Armature 
core 


i iron 1 
Utampings) 


15 


2X53 


66,000 


4 


60 


Total ampere-turns per pair of poles 16,402 



In the same way we calculate other points of the curve ob- 
taining : — 

When 

E = 200, necessary ampere-turns = 11,251 
E = 280 " " = 20,298 

E = 300 " . " = 25,915 

By plotting the curve connecting these five points we obtain 
the working part of the saturation curve, as shown in Fig. 56. 
We have then for E = 250 volts ; 

Necessary ampere-turns at no-load 1= Xj := 15,300. 

We will now proceed to find the necessary ampere-turns . t 
full-load. These will be greater than those required at no-load 
by an amount depending upon : — 

1. The value of the full-load lost volts. 

2. Amount of armature demagnetization. 

3. " " distortion. 

Now the resistance of the armature including brush-leads 
and carbon brushes is o- 0081 ohm brush-to-brush at the work- 
ing temperature. 

The resistance of the series coils is o • 00083 ohm. 

Hence the total resistance of the main current circuit in 
the machine is (o • 0081 + o * 00083) = o • 00893 ohm. 
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The full-load drop is therefore : — 

e = 600 X o • 00893 = 5 • 3' volts. 

Now the terminal voltage of the machine at full-load is 250. 
Hence the armature must generate at full-load 250 + 5 '3 
255 ' 3 volts. 



») — 
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Finding this point on the scale of ordinates of the curve 
and projecting it across we find the point X2 on the scale of 
abscissae, which corresponds to the ampere-turns required per 
pair of poles at full-load if armature reaction were entirely 
absent. This makes X2 = 15,900. 

Now, the number of slots lying between the pole-tips Is 

60 — 4.2 
^6^X124=5-8 

and in each slot there are four conductors carrying 100 amperes 
at full-load. Hence the demagnetizing turns of the armature 
at full-load, and upon the assumption that the brushes are 
moved right under the pole-tips, are 

5 • 8 X 4 X 100 = 2320. 

Multiplying this number by v, the necessary compensating 
ampere-turns per pair of pules are therefore 

2320 X I -17 = 2715. 

Adding, then, these ampere-turns to X2 we find Xg^: 18,61 5 
as the ampere-turns necessary at full-load, assuming that there 
were no drop of pressure due to the diminished permeability 
of the teeth at the forward pole-horn, due to distortion of the 
flux. But this is not the case. We must therefore allow for 
this as explained on page 129. 

For this we have : — 



, . , ^ = -^ X 124 X 4 X 100 

under one pair poles ) 360 



Ampere-turns 

ies ) 

= 6500. 



We set off, therefore, 6500 ampere-turns on each side of the 
point X3 upon the scale of abscissae, and obtain thus the points 
A and B, which represent the hindward and forward pole- 
horns respectively. If distortion of the main flux were absent, 
the latter would be proportional to the area A B C D. But as 
this is not so, it is proportional to the smaller area A B L K. 
In order to make this area equal to that of the rectangle, we 
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must shift the point F higher up the curve to the position F', 
so that 

Area A' B' L' K' =: area A B C D. 

In this manner we obtain the point X4 as the necessary am- 
pere-turns at full-load. 
Their value is 

X4 = 19,700. 

Comparing our calculate^ results with the actual values of 
the running machine, we have : — 



Output. 


Calculated Values. 


Actual Values. 


At no-load . . 
At full-load . 


15,300 
19,700 


14,800 
17.800 



The discrepancy between the values calculated from the 
• drawings and the values found by the makers, is probably due 
to the quality of iron actually used being better than that as- 
sumed in the calculations. 

The full-load excitation is made up as follows : — 

Shunt-turns per pair of poles, 3602 carrying 4-10 amperes. 

Series-turns per pair of poles, 5 carrying 600 amperes. 

Total ampere-turns per pair of poles : — 

3602 X 4* I = 14,800 shunt ampere-turns. 
5 X 600 = 3,000 series ampere-turns. 



. • . Total 


ampere-turns = 17,800 




I. Copper Loss: — 
Armature, 


Losses. 




Series Coils. 


= 600 X 600 X 0004 
= 1440 watts. 


• • 


Wee = 
Wc = 


600 X 600 X 
298 watts; 
1738 " 


00083; 
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2. Iron Loss, — The number of cubic inches of iron in the 
teeth is : — 

I • 625 X o • 396 X 9 X 124 = 720 cubic inches. 

The frequency of reversal of magnetism is : — 

3 X 450 ~ 60 := 22 • 5 cycles per second. 

At full-load the flux-density is 130,000 lines per square 
inch. Reference to the curve (page 13) shows that at 130,000 
lines per square inch, and taking 1] (the hysteretic constant) 
as o • 003, which is a probable value for armature stampings, 
the hysteresis loss will be about o • 038 watts per cubic inch 
of iron at i cycle per second. Hence the hysteresis loss in the 
teeth is: — 

720 X o; 038 X 22 • 6 = 620 watts. 

Similarly, on reference to the curve of eddy-current losses 

on page 15, we find that, at this flux-density, the eddy-current 

loss for I cubic inch of iron at i cycle per second for plates 

of 20 mils thickness is o • 00024 watts. Now the stampings of 

this armature are only 18 mils thick, therefore the eddy-current 

loss in the teeth is : — 

,, (o-oi8)" 
720 X 0-00024 X (22.5)' X 7 Ti = 70 watts; 

(0'020j 

making a total iron-loss in the teeth of 690 watts. 

The number of cubic inches of iron in the armature core- 
body is : — • 

{(2975)' X 078 X 9} 7 {(iSr X 078 X 9} 
= 3905 cubic inches. 

At full-load the flux-density is about 69,000 lines per square 
inch. From the curves, taking as before the hysteretic con- 
stant as ^ = 0*003, we find that 0*013 watts are lost per 
cubic inch of iron at i cycle per second. Hence, the hysteresis 
loss in the core-body is : — 

3905 Xo*oi3X22*6i=i 140 watts. 

For the eddy-current loss, we find that at this flux-density, 
and at i cycle per second, and for stampings 20 mils thick. 
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o • 00008 watts are lost, so that the eddy-current loss in the 
core-body will be : — 

3905 X 0-00008 X (22-5)' X )^.^2^y = 128 watts, 

making the total iron-loss in the core-body 1268 watts. 

Adding together the losses in the teeth and core-body, we 
have as the total iron-loss of the machine :; — 

Wi = 1958 watts. 

3. Excitation Loss. — The total resistance of the shunt wind- 
ing is 61 ohms, therefore the current through the shunt-coils at 
full-load is — 

250 

-7^ = 4*1 amperes, 

w^ = 4*1 X 250 
= 1025 watts. 

4. Commutator Losses. — Upon the commutator are pressed 
twenty- four brushes (4 per pole), and the area of each brush 
is about I • 75 square inches, making a total area of brush con- 
tact of 42 square inches. The 600 amperes go in through 21 
square inches and come out through the other 21 inches. 

Assuming the contact resistance to be o * 03 ohm per square 
inch, we have for the CgR loss at the commutator : — 

2 X 600 X 600 X 003 -T- 21 
= 1032 watts. 

The peripheral speed of the commutator is 2275 feet per 
minute. 

Assuming brush pressure to be 1*5 pounds per square 
inch and the friction coefficient to be o -3, we have for the fric- 
tion of the commutator 

I '5 X 0*3 X 42 X 2275 X 746 
33,000 

= 1000 watts. 

Hence the full-load loss by brush resistance and friction is 
Wf, = 2032 watts. 
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5. Friction and Ventilation Losses. — Owing to this being a 
rope-driven machine the friction losses will come out rather 
high, say 3 per cent, of the output, that is 

Wj. = 4500 watts. 

The total full-load loss is obtained by taking the sum of the 
separate losses, that is 

= 1738 -f 1958 -f 1025 + 2032 -f 4500; 

or, in total, 11,253 watts; say 11 * 25 kilowatts. 
Therefore the full-load efficiency is : — 

V = 7 r — r~rv = 93 per cent. 

(150+11-25) 

Probable Heating. — (a) Armature. From the drawings the 
heat-radiating surface of the armature is found to be about 
2500 square inches. 

The peripheral speed is 

33 X 3Mi6 X 450 ^ ^g^j f^^^ p^^ ^j^y^^ 

The watts lost in the armature at full load are : — 

Iro:"» loss 1958 

Copper loss 1440 

making the watts wasted per square inch of radiating surface 
5^2- = I -36 watts per square inch. 

A reference to the lower curve of Fig. 22 shows that the 
temperature-rise per watt per square inch, for a peripheral 
speed of 2835 feet per minute, is for large weil-ventilated arma- 
tures 25 deg. C. , 

Hence we have 

0« = 25 X 1-36 = 34 deg. C. 

(b) Field-magnet system. Here the radiating surface is 
about 342 square inches per bobbin, or a total of 2052 square 
inches. The watts lost in the shunt coil have been already 
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estimated at 1025, and the watts lost in heat in the series wind- 
ing are 

(600 X 600 X o • o(X)83) = 298 watts. 

Hence the probable rise of temperature of the field coil is 

(1025 + 298) X 75 

2052 

e^ = 49 deg. C. 

{c) Commutator. For the probable heating of this part of 
the machine we have (page 120) 

46-5 X 2032^ , 

21 X 3*14 X 95 (i + 00005 X 2275) 
6^0= 35*8 deg.C. 
Sparking. — We have already found the value of the cross- 
magnetizing ampere-turns, namely, 

X, = 6500 
The ampere-turns required for the gap and teeth at full-load 
are about 16,700, the flux-density in the former being 65,000. 
Hence the flux-density under the entrant pole-horn is ap- 
proximately 

16,700 — 6soo ,. . , 

65,000 X > — = 39,700 hnes per square mch, 

16,700 

which is amply sufficient for commutation (see page 159). 

Applying the sparking criteria described on page 159. Tak- 
ing the formulae there given, we find the present data are 

B, = 65,000 

Xo = 570 

K = 248 

g = 0*31 

whence Y, = 65,000 x 2 -i- 570 = 228. 

Y, = 248 X 031 -4- 33 (i -f 2) = 078 
Thus Yj and Y2 are both above the minimum values prescribed 
on page 159, and we may assume that the machine will not 
spark. 
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Fig. 57 gives the test-curves of the performance of this 
machine running on the testing-bed of the factory. 




8 S S 

Fig. 57. — Factory Tests of Scott and Mountain 6-Pole Generator. 
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Example IL — Over-compounded Multipolar Traction 
Generator with Slotted Drum Armature. 

Built by The Walker Manufacturing Company. 

M P — lo — 440 — 85 — 550 volts — 800 amperes. 

The leading dimensions and data given below and in Figs. 
58, 59 and 60, have been kindly placed at the disposal of the 
author by Mr. S. H. Short, formerly the company's chief en- 
gineer. 



General Specification 




Full-load kilowatts 


. 


440 


terminal volts 




• 55° 


" amperes 




. 800 


No-load terminal volts 




500 


Revolutions per minute 




• 85 


Peripheral speed, feet per 


minute 


. 2000 


Number of poles 




10 


Nature of load 


, 


Traction 



Dimensions {in inch units) 

Armature — 

Core-disks, external diameter 

" internal " 

Number of slots . 
Depth of slot 
Width " 

Pitch '' (average) 

Depth of iron in cere . 
Gross length of core 
Iron " " 
Total number face conductors 
Conductors per slot 
Style of winding 
Dimensions of conductor, bare o*o6 
'* '* insulated 0*08 

Section of conductor 
Mean length, one turn 



90 

68 

464 

1-75 

0-3 

0-6 

925 
i»-5 
138 

1856 

4 

Parallel 

Xo-71 

X 0-75 

0*0426 

103 
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Field-magnets. 

Diameter of bore . . . , 91 

Polar angle 27° 

Turns per pair of poles, shunt . . 2200 

'' '' *' series . . 19 

Mean length, one shunt turn . . 79 

" " series " . . 78 

Diameter shunt conductor, bare . . o • 162 

insulated . 0*185 
Section (square inches) . . . 0*0206 
Dimensions series conductor, 

bare . . . 5 of o * 75 X o • 28 

Dimensions series conductor, 

insulated . . . 5 of o • 79 X o : 32 

Section of series conductor . . 5 X 0'2i 

Shunt current at no-load . . .10-7 

'' full-load . . .11-8 



Diameter 


70 


Useful length 


. . . 8-5 


Number of segments . 


. 928 


Bars per brush 


• 3'3 


Brushes per pole . 


3 


Size of brushes 


. 1 X 2i X 2^ 


Area at commutator face 


. 1-95 



In this machine, which is a representative type of tramway 
generator, the wrought-iron magnet-cores are cast in with the 
magnet-yoke, and are of square section. The pole-horns are 
secured to the poles after the field bobbins have been slipped on. 
The series winding is not wound over the shunt winding, but 
in a separate compartment of the bobbin, as may be seen from 
the section of the latter given in Fig. 59. The armature slots 
are quite straight with slightly rounded corners, and of width 
equal to the average width of tooth. There are four ventilating 
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ducts in the armature, each o '5625 inch wide, while the paper 
insulation between the core-di-ks deducts 15 per cent, from the 
gross section of the core. The ratio of nett length to gross 
length of armature iron is thus o * 745. There are ten parallel 
circuits in the armature, and ten sets of carbon brushes at 36 
degrees apart around the commutator. 

The design of this machine may now be analysed in pre- 



u '6093. J 

^.3093.^ ] 





I I 
K 



isys' - M I 

^-^v - ^ 



Fig. 59. — Dimensions of 
Bobbin. 



\,'286SJ 

% TOOTH -J— 50 

N? OF SLOTS - 464 

Fig. 60. — Dimensions of 
Slots. 



cisely the same manner as in the last case. The first thing 
to do is to construct the saturation curve and no-load charac- 
teristic. We have 

E=p.x 1856 X Kx lo-^ 
00 

E = 0*0000263 X N„. 

The dispersion coefficient of this machine has been deter- 
mined experimentally by the makers, and found to be i -13 and 
nearly independent of the load. Hence 



E 


Na 


N^ 


460 


17,500,000 


19,750.000 


500 


19,000,000 


21,500,000 


520 


19,750,000 


22,300,000 


560 


21,300,000 


24,900.000 


580 


22,000,000 


24,900,000 


600 


22,800,000 


25,800,000 
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From Fig. 58 and the data already given above, we obtain 
Length of mean magnetic path in — 



Magnet yoke 


50 


Two magnet cores 


35 


Armature core 


33 


Two teeth 


. 3-5 


Two air-gaps 


I 



And for the magnetic areas — 

For the yoke 

'* magnet cores 
** armature core 



25 X 9 '32 = 233 sq. in. 
16 X 16 = 256 " 
9-25X 13-8=128 " 



The actual number of teeth under one pole is 

4<54 X :^ = 34*8. 
300 

As the air-gap is on the whole large compared with the diameter 
of the armature, and as the teeth are worked at high flux- 
densities, the flux will spread considerably, and for this reason 
we will take the number of teeth transmitting the flux as being 
2,7. The average pitch of the slots is o • 6, and their width o • 3 
inch. Hence the area of the teeth is 

37 X (o • 6 — 0-3) X 13 ■ 8 = 154 square inches. 

Also, owing to the high densities in the teeth, and the rounded 
corners of the latter, the area of the air-gap will be very nearly 
the same as that of the pole-face. This latter is 



91 X 3141 6 X 27 X 18^ 
360 



= 397 square inches. 



This figure would adequately represent the air-gap area if there 
were no ventilating ducts in the armature core. Reducing the 
polar area obtained above in the proportion of the length with- 
out ducts to the length of pole-face, we obtain 

A r . ^Q7 X i6'2t: ^ . , 

Area of air-gap = ^^-^ — = 348 square mches. 

18-5 
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The two tabulations below give the working out for two 
points of the saturation curve, namely, when E = 520 and E 
= 560. The tooth flux-densities given are the true values, ob- 
tained from the apparent values by means of curve A A of 
Fig. 7. The values of ampere-turns per inch (cJ) have been 
obtained from the magnetization curves of Plate I. 

E = 520 ; Ha = 19,750.000 ; tim = 22,300,000. 



Part of Machine. 


Material. 


Magnetic 
Length. 


Magnetic 
Area. 


Flux- 
density. 


Values of i 
^from 
Curve). 


Ampere- 
turns. 


Yoke . 

Two magnet ) 
cores . ) 

Two air gaps 

Two teeth . 

Armature core 


cast iron 

wrought iron 

air 
iron stampings 


50 

35 

I 

3'5 

33 


233 
256 

348 
154 

128 


47.600 

87,000 

56,700 

123,000 

77,000 


92 

28-5 

[0-3133] 
700 

8 


4600 

1000 

18,100 

2450 

264 




Total an 


ipere-turr 


IS per pair of poles 


26,414 



E = 560 ; Nrt = 21,300,000 ; Nm = 24,000,000. 



Part of Machine. 


Material. 


Magnetic 
Length. 


Magnetic 
Area. 


Flux- 
density. 


Values of « 

(from 

Curve). 


Ampere- 
turns. 


Yoke . 

Two magnet ^ 
cores . S 

Two air-gaps 

Two teeth . 

Armature core 


cast iron 

wrought iron 

air 
iron stampings 


50 

35 

I 

3*5 

33 


233 

256 

348 
154 
128 


51,400 

93.600 

61,100 

131,000 

83,000 


"5 

45 

[0-3133] 

1400 

II 


5750 

1575 

19,200 

4900 

365 




Total an 


ipere-turi 


IS per pai 


r of poles 


31,790 



In the same way we calculate other points of the curve, 
obtaining 

When E = 460, necessary ampere-turns = 20,710 

= 500 " " = 24,040 

= 580 " " = 34,960 

" = 600 " " = 39,100 
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By plotting the curve connecting these six points we obtain 
the working part of the no-load characteristic, as shown in 
Fig. 61. We have then 

Necessary ampere-turns at no-load =1X1 = 24,250. 

We will now proceed to find the necessary ampere-turns at 
full load. These will be greater than those required at no- 
load by an amount depending upon — 

( 1 ) Amount of over-compounding asked for. 

(2) The value of the full-load lost volts. 

(3) Amount of armature demagnetization. 

(4) " " distortion. 

Now there are 1856 conductors in series round the whole 
armature, that is, 928 turns. From the data already given 
(p. 42), we thus have for 40° C. 

9*2 X 928 X 103 - 

r = — — ^ = 172 ohms 

12 X 00426 X lo' ' 

and the resistance of the armature at this temperature is thus 

^a = ^i-n = o'oi72 ohms. 

4 X (5)" ' 

There are 19 turns of series conductors per pair of poles, 
the mean length of one turn being (78-7- 12) = 6*5 feet. 
Hence the total resistance of the series winding at 40° C. is 

9-2 X 6-5 X 19X5 
I "05 X 1,000,000 
= 0*00542 ohm. 
Hence the total resistance of the main current circuit in 
the machine is (o • 0172 + o • 0054) = o ' 0226 ohm. The full- 
load drop is therefore 

e = 800 X o • 0226 = 18 • I volts. 

Now the terminal pressure of the machine at full load is 
to be 550, corresponding to an over compounding of 10 per 
cent. Hence the armature must generate at full load (530 + 
18 -I ) = 568 volts. Finding this point on the scale of ordi- 
nates of the curve, and projecting it across, we find the point 
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Fig. 6i. — Saturation Curve of Walker io-Pole Generator. 
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Xj on the scale of abscissae, which corresponds to the ampere- 
turns required per pair of poles at full load if armature reaction 
were entirely absent. 

Now the number of slots lying between the pole-tips is 

(36 — 27) 

and in each slot there are four conductors carrying a little over 
80 amperes at full load. Hence the demagnetizing turns of 
the armature at full load, and upon the assumption that the 
brushes are moved right under the pole-horns, are 

11-5X4X80 = 3680. 

The compensating ampere-turns per pair of poles are there- 
fore 

3680 X I -13 = 4160. 

Adding then these ampere-turns to Xg, we find X3 as the 
ampere-turns necessary at full-load, assuming that there is na 
drop of pressure due to the diminished permeability of the 
teeth at the forward pole-horn, due to distortion of the flux. 
But this will not be the case, owing to the high flux-densities 
in the armature teeth. We must therefore allow for this as. 
explained on p. 129. For this we have: — 

Ampere-turns under ) 27 , 

. , ^ = -^ X 464 X 4 X 80 

one pair poles 3 360 

= 11,100. 

We set off, therefore, 11,100 ampere-turns from each side of 
the point X3 upon the scale of abscissae, and obtain thus the 
points A and B, which represent the backward and forward 
pole-horns respectively. If distortion of the main flux were 
absent, the latter would be proportional to the area A B C D. 
But as this is not the case, it is proportional to the smaller area 
A B L K. In order to make this area equal to that of the 
rectangle, we must shift the point F higher up the curve to 
the position F', so that 

area A' B' V K' = area A B C D. 
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In this manner we obtain the point X^ as the necessary 
ampere-turns ai full load. Their value is 

X4 = 38,500- 
Comparing our results with the actual values of the run- 
ning machine we have — 



Output. 


Calculated Values. 


Actual Values. 


At no-load . . 
At full-load . 


24,250 
38,500 


23,600 
41,200 



Showing that the calculated value is about 2J per cent, too 
high at no load, and 6^ per cent, too low at full load, which is 
good enough. Had the magnetic properties of the iron used 
for this machine been definitely known, a somewhat better 
result might have been obtained. 

Calculation of Full-Load Efficiency, — 

(i) Copper loss. This is 

Wc = 800 X 800 = 0*0226 

w^ = 14,500- 

(2) Iron loss. The weight of iron in the teeth is 

1*75 X 03 X 13*8 X 464 X 0-28 
= 944 pounds. 

The frequency of reversal is 

-5 X 5 = 7*1 periods per second. 
60 

They are worked at a flux-density of about 132,000 lines 
per square inch at full load. From the curves of Fig. 2, p. 10, 
we see that at a flux-density of 80,000 lines per square inch and 
a frequency of 30 ^o the hysteresis watts per pound are about 
2-1, and the eddy loss o*8 watt per pound. Therefore the 
hysteresis loss in the teeth is 

944 X 2-1 X 7 •! X (132000)'' 
30 X (80000)'" 
== 1040 watts. 
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And the eddy-current loss in the teeth is 

944 X 08 X (7'i)' X (132,000)' 

(30)' X (80000)* 

= 115 watts, 

making a total iron loss in the teeth at full load of 1 155 watts. 
The weight of the armature core is 

/86-5 + 68 , „\ 

( ^ X 3*1416 X 128 j X 0-28 

= 8750 pounds. 

At full load it is worked at a flux-density of about 85,000 
lines per square inch. From the curves of iron-loss we see 
that at 30 periods per second and at this flux-density the 
hysteresis loss is about 2 • 3 watts per pound, and the eddy- 
current loss p"9 watt per pound. Hence the hysteresis loss 
in the core is 

7 ■ I 
8750 X 2*3 X ' — = 4760 watts. 
30 
And the eddy-loss is 

(71V 

8570 X 0-9 X V /a = 440 watts. 

(30) 

So that the total iron-loss in the core is 5220 watts. Adding 
this to the loss in the teeth we have as the total iron-loss of the 
generator at full load 

Wi = 6375, say 6380 watts. 

(3) Excitation loss. There are 2200 shunt-turns per pair 
of poles. Taking the previously calculated value of full-load 
ampere-turns, we have as the shunt current at full load 

38,500 -(19X800) ^ ,^.6 res. 

2200 

Hence 

w^ = IO-6 X 550 = 5840 watts. 

(4) Commutator loss. There are altogether 30 carbon 
brushes upon the commutator, the section of each at the 
commutator face being i • 95 square inches. The total area 
of contact is thus 58; 5 square inches. Assuming the contact 
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resistance to be 0*03 ohms per square inch of contact area I 

(p. 118) we have as the C^ R loss at the commutator 

2 X 800 X 800 X ^ ^^ = 1320 watts. 
2975 

The peripheral speed of the commutator is 

70 X 3'i4i6 X 85 . r ^ ■ ^ 

■!■ ^ ^ = 1560 feet per mmute. 

Assuming the brush pressure to be 1-5 pounds per square i 

inch, and that the friction coefficient is 0-3, we have as the I 

friction loss of the commutator ' 

I '5 X S^TX 1560 X o'3X 746 ', 

33,000 
= 930 watts. 

Hence the total loss by brush resistance and by friction is 
Wf, = 2250 watts. 

(5) Friction and ventilation losses. Taking these as i per 
cent, of the full-load output — an ample estimate — we have 

Wf = 4400 watts. 

The total full-load loss is the sum of the five losses above, or 

^ = 33,390 watts. 
Therefore the full-load efficiency is 

(440 + 339) 
;; = 92*8 per cent. 

Probable heating. — 

(a) Armature. From the drawings the heat-radiating 
surface of the armature is found to be about 11,000 square 
inches. The peripheral speed is 

90 X 3*1416 X 85 - ^ . ^ 

— = 2000 feet per mmute. 

12 
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The watts lost in the armature at full load are 

Iron-loss . . 6380 

Copper-loss . . 800 X 800 X o* 172 = 11,000 

making the watts wasted per square inch of radiating surface 

-li^ — = 1*58 watts per square inch. 
11,000 *' r- -1 

A reference to the lower curve of Fig. 22 shows that the 
temperature-rise per watt per square inch for a peripheral 
speed of 2000 feet per minute is 30° C. Hence we have 

^a = 30 X 1-58 = 47*5 deg. Centig. 

(b) Field-magnet System. Here the radiating surface is 
about 2000 square inches per bobbin, or a total of 20,000 square 
inches. The watts lost in the shunt coils have been already 
estimated at 5840, and the watts lost in heating the series 
winding are 

(800 X 800 X 0*0054) = 3460 watts. 

Hence the probable rise of temperature of the field-coils is 

. (5840 + 3460) X 75 
20,000 

^m = 35 deg. Centig. 

(c) Commutator. For the probable heating of this part 
of the machine we have (p. 120) 

Q __ 46-5 X 2250 



70 X 3*14 X 8*5 (i + 0-0005 X 1560) 
e„= 17-5 deg. Centig. 

Sparking, — We have already found the value of the cross- 
magnetizing ampere-turns, namely, 

Xc = 11,100. 

The ampere-turns required for the gap and teeth at full- 
load are about 25,000, the flux-density in the former being 
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about 6 1, OCX). Hence the flux-density under the entrant pole- 
horn is approximately 

25,000 — 11,000 

61,000 X -^ 

25,000 

= 34,000 lines per square inch, 

which is a sufficient value for sparkless reversal. 

Applying the two criteria of sparking (p. 159), we have 
the following data : — 

63= 19,000 lines per square inch; 
rf izz 90 inches diameter of core; 
K =1 928 total segments of commutator ; 
feg HZ 3 • 3 number of segments of commutator short- 
circuited at once; 
g izz o • 5 inches across gap ; 

Xo = 1856 X 80 -r- 90 TT = 525 ampere-conductors per 
inch at full-load; 
whence we get : 

Yi = 19,000 X 3*3 -^ 525 = 119; 

Y2 =1 928 X 0-5 ^ 90 (i + 3-3) = 1-2. 

Now for a sparkless result (see p. 159) in this class of 
machine the conditions are that Yi should not be less than 38, 
nor Y2 less than i * 2. From both points of view, therefore, 
the criterion is satisfied by the design. As a matter of fact, 
the machine runs quite sparklessly with adjusted brushes; and 
even "with fixed brushes runs nearly sparklessly at all loads up 
to 25 per cent, overload. 

We may now proceed to describe a number of modern de- 
signs by various makers who have kindly furnished data arid 
drawings to the Author. 

Oerlikon Co/s Dynamos, — For many years past the 
Oerlikon Machine Works near Zurich have produced excel- 
lent machines. Till 1892 the chief designer was Mr. C. E. L. 
Brown. After that date Mr. Kolben and, later, Dr. Behn 
Eschenburg, have been amongst those mainly responsible for 
the types produced. With the Oerlikon works originated the 
multipolar type of generator of which Fig. 62 is an example, 
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a type which since 1890 has been extensively followed in the 
United States as well as in Great Britain. 

Plate III. shows an Oerlikon MP 4 — 265^ — 370 machine. 
The general aspect is given in Fig. 62. Of this pattern a 
450-volt generator is at work in the Central London Railway, 
and a 5SO-volt one at Zurich. Both machines are identical in 




Fig. 62. — Typical 4- Pole Generator of the Oerlikon Works. 

all respects except as to the number of slots and conductors, 
corresponding to the different voltages. 

The yoke is of cast steel, the diameter over yoke being 
75 inches, and the length of yoke parallel to shaft is 17* 3 
inches. The four field-coils each have, in the S50-volt machine 
3200 turns, and in the 450-volt machine 2600 turns, the diam- 
eter of the shunt-wire in the former case being o * 079 inch, 
and in the latter o • 087 inch. The higher voltage machine, 
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that is to say, the Zurich generator is compounded, there being 
3^ turns of strip copper conductor on each pole this conductor 
measuring 0-138 inch by 6*75 inches insulated. The pole- 
pitch is 31 '5 inches, the pole-pieces being rectangular, length 
parallel to shaft 19 -3 inches, and pole-arc 23 -6 inches. 
The length of air-gap in both machines is o • 49 inch. The 
diameter of armature .is 39 • 4 mches. length over conductors 
26 "8 inches, and length between core heads 197 inches ; there 
being one ventilating duct in the armature o "98 inch wide. 

The machine for Zurich has 240 slots and 480 conductors 
each 0*114 inch by 0925 inch, the slots being 0256 inch 
wide and i -02 inch deep ; and in the machine for London 
there are 208 slots and 416 conductors each o* 138 inch by 
I • 04 inch, the slots being o • 335 inch wide and i • t8 inch in 
depth. The winding in both machines is a four-circuit doubly 
re-entrant winding ( symbol Q) ) with four sets of brushes arid 
four parallel paths through the armature. The commutator is 
22 -8 inches in diameter, there being 240 segments in the Zurich 
machine and 208 in the London machine, the length of segment 
being about 9 inches. 

Plate IV. shows an Oerlikon traction generator MP 12 — 
500 — 100 — 550 volts — 900 amperes. A general view of the 
machine is afforded by Fig. 63. 

This machine, of which two were constructed for the Basel 
tramways, was required to fulfil somewhat unusual conditions 
w^hich were specified as follows : — 

When taking the undermentioned amounts of power the 
electric output of a generator shall be as follows : — 

Horse-power (metric) 
Kilowatts output .... 
Volts at terminals .... 
Revolutions per minute . 

[This allows for a 4 per cent, drop in the engine-speed at 
top load.] 

The generators must be able to develop an output of 347 
kilowatts for a continuous run of 18 hours without the tem- 
perature rise in any part exceeding 35° C. They must be able 
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to endure an exceptional overload up to 520 kilowatts for two 
hours, and a temporary one up to 675 kilowatts. Mechanically 
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they must be able to stand a casual doubling of the speed, and 
electrically must stand a test of 2000 volts between winding and 
frame. At a constant speed and with a fixed position of the 
handle of the exciter rheostat, the voltage shall rise from 550 to 
588 volts, or shall fall to 512 volts when the load of the machine 
being at first 250 horse-power, shall be respectively reduced to 
zero or raised to 500 horse-power. If the speed of the steam 
engine is raised or lowered 3 per cent, the resulting change of 
voltage shall not be greater than 12 per cent. Each generator 
is a pure shunt machine. 

This generator, which represents the normal type "G 120" 
of the Oerlikon Company, has the following principal dimen- 
sions : — The diameter of the armature is 98^ inches, the length 
between core-heads 14:^ inches, and there is a single ventilat- 
ing duct about 0*8 inch wide. There are 1326 conductors 
each 0*472 by 0*138 inch, two such being placed in each of 
663 slots ; each slot being o * 236 inch wide and i * 18 inch in 
depth. The gap-space is 10 millimetres or o * 3937 inch. The 
core-segments are mounted on a cast-iron spider. The wind- 
ing is a series-parallel wave with six circuits from brush to 
brush, the winding-step being y^z=L y^z=:i m. This reduces 
the number of conductors to half that which would have been 
necessitated had .a parallel winding (12-pole, 12-circuit) been 
adopted. The commutator is composed of 663 segments of 
hard-drawn copper built up upon a cast-iron ring, and the 
commutator risers connecting the segments with the winding 
are of iron. The commutator is about 71 inchefs in diameter 
and has an active length of 6 inches. There are 12 ranges of 
carbon brushes with 6 brushes in each range, mounted on a 
bronze support. The yoke of cast steel, bored on its inner 
face, is cast in two parts. The 12 pole-cores are cylindrical, of 
cast steel, with a diameter of 13*825 inches. Their basal faces 
are turned off to fit the bored face of the yoke, and each is se- 
cured with two screws. The shunt-coils on the bobbins consist 
each of 950 turns of a wire 0*141 inch in thickness. The steel 
yoke is stiffened by a single rib of girder section. It will be 
noted that the pole-cores are in this machine relatively short. 
The whole magnet-frame stands on two feet at the sides upon 



Digitized by 



Google 



Examples of Dynamo Design, 



191 



two cast-iron foot-steps which are secured into the concrete 
foundation. The front bearing is screwed down to a separate 
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foot-step. The design of these bearings is separately shown in 
Fig. 64. They are provided with oil-rings for automatic lubri- 
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cation. The weight of the magnet-frame and pole-cores is 
about 9i tons, with about ij tons of copper in the twelve mag- 




net-bobbins. The armature weighs about 1 1 tons ; there being 
about 4 • 7 tons of iron stampings, 1320 lb. of copper conductors 
and 880 lb. of commutator segments. 

Tests made on the completed machines show the following 
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results. Shunt winding resistance 38 ohms, armature resist- 
ance (brush to brush) o- 02 ohm. Efficiency at all loads from 
350 to 500 kilowatts about 94 per cent. The temperature-rise 
after 12 hours at full-load was about 25° C. At all loads, and 
even with sudden changes of 300 to 1000 amperes, and with 
fixed position of brushes, the machines were reported to show 
no sparks at the commutator. Fig. 65 gives a graph of these 
tests and shows the no-load characteristic of the machine. 

Another recent Oerlikon machine is shown in Fig. 66, which 
is a lighting generator supplied to Bordeaux. This is M P 10 
— 165— no— 280 volts — 590 amperes. It has 440 slots with 
six conductors in each slot, the coils being former-wound with 
three conductors in the upper and three in the lower half of 
the coil. The commutator has 440 segments. The coils are 
joined up as a lap-winding, the end of one to the beginning of 
the next, and each junction is united by an inverted butterfly 
evolute riser to two segments of the commutator situated 88 
segments apart (corresponding to the double pole-pitch), thus 
tending to equalize the currents to be collected at the brushes. 
The dimensions of the slot are i • 497 by o -295 inch. The 
magnets are shunt-wound, with all ten coils in series ; each coil 
having 972 turns of a wire O" 131 inch in diameter covered to 
a diameter of o* 150 inch. The no-load flux is 5 -8 megalines. 
The efficiency is go per cent, from half -load to full-load. Stein- 
metz coefficient 2 * 24. Ampere-conductors per inch, 660. 

A large electrolytic generator, furnished by the Oerlikon 
Company to the Aluminium works at Rheinfelden, is shown 
in Fig. 67. 

In this machine, MP 32 — 560 — 55 — 80 volts — 7000 am- 
peres, the large number of poles is necessitated by the very 
large current output and slow speed. The pole cores are cast 
solid with the yoke of cast steel, no pole shoes being used. The 
Steinmetz coefficient in this machine works out to S'l, the 
figure being high as the result of the low speed. The arma- 
ture is 177 inches, or 14 feet 9 inches in diameter, the length 
between core-heads being 16 * 2 inches, the ratio of diameter 
of armature to length being very large. The armature is par- 
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allel-wound with 32 parallel circuits, so that the current in one 
conductor is 225 amperes ; the end connexions at both ends of 
the armature are made of evolutes terminating in copper seg- 
ments, held exactly as the segments in an ordinary commutator 
by end clamping plates. 

This con^^tcuction enables a set of -equalizing conductors 
to be added at the commutator end of the armature, as shown 
in the figure. There are 544 slots in the armature, there being 
two conductors per slot, each conductor having a cross-sectional 
area of 0124 square inch, the slots being 0885 inch in depth 
and o- 51 inch wide. The commutator is 118 inches in diam- 
eter, and has 544 segments, each segment being 13 inches in 
length; it is bracketed out from the armature spider. There 
are 32 sets of brushes with 12 brushes per set. The field-bob- 
bins are connected in two parallels of 16 bobbins in series, each 
bobbin having 175 turns of copper wire o -374 inch in diameter, 
wound in 7 layers of from 28 to 22 turns per layer. The flux 
per pole at no-load is 8 * 03 megalines. 

Fig. 68 shows an Oerlikon generator M P 6 — 285 — 450 — 
90 to 190 volts — 1500 amperes, supplied to the Volta Electro- 
chemical Company at Rome. 

This machine has cast steel poles bolted on, the pole-core 
and pole-shoe forming a single casting. The poles are 
slotted radially with a very large single slot about 4 * 7 inches 
long and i • 97 inches wide, this slot being, of course, provided 
to prevent distortion of the pole-face flux, this precaution being 
especially necessary in this machine, owing to the fact that very 
heavy currents are carried per unit length of periphery, the 
ampere-conductors per inch periphery working out to 835 at the 
full-load rated output of 1500 amperes; which is large for a 
•6-pole machine. The yoke is 62J inches in diameter over 
all; the armature is 35^ inches in diameter, and has 187 
slots, each slot being i -44 inches deep and o -258 inches 
wide. There are in each slot two conductors of o • 093 square 
inch section, the current through each conductor being 250 
amperes, there being thus 500 amperes to be collected at each 
set of brushes. The armature has a lap-drum six-circuit wind- 
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ing, the end loops of the former-made conductors being bent 
down and held in place by an end-clamping shield. The com- 
mutator is 21 inches in diameter and of very massive construc- 
tion, the segments being securely held at both ends and clamped 
in the manner plainly shown in the drawing. The field-coils 
have each 600 turns of wire of o* 189 inch diameter bare and 
0*204 inch insulated. 

Messrs. Scott and Mountain make a standard line of gen- 
erators from a 12-pole 78-inch by 13-inch generator of 280 
kilowatts and 90 revolutions to a 4-pole 42-kilowatt machine 
at 680 revolutions, the larger sizes being, of course, for direct 
coupling, and the smaller ones rope-driven. These machines 
throughout are characterised by solid mechanical construction, 
the large relative size of bearings, in all sizes, being especially 
noticeable. The mechanical construction of the armature is 
simple, the armature laminations being held upon a spider by 
stout bolts. In the larger sizes, the commutator is bracketed 
out from the arms of the spider, and in the smaller sizes the 
commutator is built up on an extension of the armature hub, 
the whole being held against a shoulder on the shaft by a 
threaded ring kept home by a grub-screw. Slotted drum arma- 
tures and barrel-windings are used throughout ; the pole-cores 
are of cast steel, while both cast-iron and cast-steel yokes are 
used, the former in the larger sizes. The armature conductors, 
instead of being bent round and in one continuous piece at the 
back of the armature, are clamped together with a copper clip 
and the whole 'then soldered, this construction being considered 
to give special advantages in repairing. In the machine having 
four conductors per slot (see Plate II.) the conductors are first 
taped, then a pair of them are wrapped with manila paper and 
placed in the slot, which again is lined with varnished milboard. 
In this particular example the total thickness of insulation be- 
tween conductor and core is • 075 inch. In connecting to the 
commutator, the commutator-risers are let into the commu- 
tator-bars, and then both soldered and rivetted, thus making an 
excellent joint both mechanically and electrically. The bind- 
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ing-wires are insulated from the armature-core with one turn 
of varnished millboard and mica slips. The commutator con- 




struction possesses no unusual features. Equalizing rings are 
used in the larger sizes, built up against the back of the commu- 
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tator, and held by a cast-steel clamping-ring. In a particular 
case of the 12-pole 28-kilowatt generator (see Fig. 69) equaliz- 
ing rings, six in number are used, these rings being built up 
with the commutator, behind the commutator-risers, and in- 
sulated as shown. The six copper rings are i inch in depth 
and i inch thick, the insulation between the rings being o • 09 
inch in thickness and the insulation at the ends ^ inch thick. 

This firm aims at high flux-densities throughout, running 
the flux up to B = 140,000 or more at roots of -teeth and over 
100,000 in the magnet-cores ; and using also a fairly high gap 
density. The field-bobbin construction in these machines is a 
detail worthy of note. The bobbins are made with sheet-iron 
cores and thick teak flanges, which have a good appearance, but 
which would seem to take up a good deal of valuable space. 



^s^5^<^^g^^gj>\V»a^\^v^^ ^ . 




Fig. 70. — Field- Magnet of 6- Pole Generator of 
Scott and Mountain. 

Fig. 70 shows a detail drawing of bobbin construction for 
the Scott and Mountain 6-pole generator depicted in Plate II. 
For insulation over the sheet-iron cores two layers of varnished 
canvas and one complete layer of press-spahn o • 06 inch thick 
are used. According to the makers, the use of these sheet-iron 
cores, thus enabling the winding readily to communicate its 
heat to the frame of the machine, permits the use of very high 
current-densities in the field-bobbins. They are thus enabled 
to use current-densities of over 1000 amperes per square inch 
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in the field winding, and by thus shortening the necessary wind- 
ing space, the over-all dimensions of the machine may be re- 
duced, and consequently the cost. 




FRONT. tXniv 1 {vpper/uv2^7 slot to 2 (lovyer) in. N? 11 slob 
BACK . „ Z (Ujiwer ) „' „2f „ .,5 (upper) „ „ / „ 
FRONT. •„ 3 (upper),, „ / « . 4- (louver) „ ^ 2t „ 
BACK. „ 4'(l(jwer),, „ 2/ , , 1 (upper) . „ 2 „ 
ojidb so fbrth/ 
Fig. 71. — Winding Diagram of Scott and Mountain 
6- Pole Generator. 

Fig. 71 shows the winding scheme of the 6-pole machine 
described, the design of which is analysed at the beginning of 
the present chapter, p. 160. 

The compounding conductor is of rectangular strip, wound 
edgewise, as shown in the detail drawing. These coils are 
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wound bare, then opened out slightly and taped. Connexion of 
one series coil to another is made by flexible copper couplings 
bolted on. Carbon brushes are used throughout without ex- 
ception in machines by this firm, the current density in the Car- 
bon being about 30 amperes per square inch in the larger 
machines and about 15 amperes in the smallest size. An ex- 
tract from a very usual form of guarantee for these machines, 
supplied by the makers, is as follows: — There shall be no 
sparking due to variation of load within the limits of no-load 
and 25 per cent, overload, the machine to run continuously with 
practically no sparking or burning of the brushes, and without 
blackening the commutator. The machine to stand a momen- 
tary overload of 50 per cent, without sparking with fixed 
brushes, and the armature to stand an alternating potential of 
.2000 volts without damage. 

Messrs. Brown, Boveri & Co., of Baden (Switzerland) have 
constructed many types of machines for continuous currents. 
A leading feature of most is the barrel-winding in two super- 
posed cylindrical layers, patented in November 1892 by 
Mr. C. E. L. Brown. 

Fig. 72 shows the normal type of belt-driven machine 
with cast-steel yoke, and steel pole-cores. All the larger sizes 
have laminated pole-shoes screwed on. In the case of com- 
pound machines the series and shunt-coils are separately for- 
mer-wound, the series-coils being nearest the armature. The 
spider is of cast-iron ; the core-disks insulated from one another. 
The binding wires are of bronze. The pole-cores are each se- 
cured by one central screw and a steady-pin. 

In the Author's work on Dynamo-electric Machinery are 
given several other examples of the machines of Brown, 
Boveri & Co., including a large 8-pole electrolytic generator. 

Fig. 73 depicts an interesting machine which departs from 
the normal type in one respect. It is a double-current machine; 
being furnished not only with the ordinary commutator to 
yield continuous currents, but also with three slip-rings, that 
it may at the same time furnish a three-phase alternating cur- 
rent. The rocker-ring is bracketed out from the yoke, while 
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the brushes for the slip-rings are supported from the pedestal 
of the bearing. The chief data of this machine, which was 
constructed for the lighting station at Alloa (Scotland), are 
as follows: — MP (cont. and 3-phase) — 8 — 194 — 350 — ^490 
volts (or 300 A volts) — 396 amperes. The armature core- 
body is 42 • I by 12 • 4 inches, with 128 slots i • 9 inch deep 
and o • 49 wide. In each slot are 12 conductors, four-deep, 




Fig. 72.— Brown, Boveri & Co/s Normal Type (1901). 

each having a section c 325 inch by o* 13 inch. The over-all 
length of the armature windings is about 25 inches. The gap 
^s 0*355 inch. The magnet-cores are 7*9 inches in radial 
length, and 10 • 2 inches in diameter. The outside diameter 
of the yoke is 71*9 inches. The commutator is 32 • 4 inches 
in diameter, and the segments 6 • 9 inches gross length, there 
being 384 segments. The magnets are shunt- wound with 1820 
turns on each bobbin, the wire being o * 083 inch in diameter. 
The, space-factor in the slots is o* 315 ; that of the magnet-coils 
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o • 568. The current density in the armature is 1920 ; in the 
shunt-coil 962; at the brush contacts 40 amperes per square 
inch. The flux-density in. the gap is 42,000, and in the teeth 
116,000 at^norload. The no-load excitation is 6600' ampere- 
turns per pole, of which the gap and teeth reqqire about 5360. 
The cross-magrt<*tizing ampere-turns are about 6600, and the 
demagnetizing 3000. Ampere-conductors per inch of periph- 
ery 520. 

Figs. 74 and 75 depict a specially interesting machine of 
Brown, Boveri & Co., for a high voltage. This is M P 4 — 20 — 
700 — 1000 volts — 20 amperes. 

In this small machine, working at high pressure, great care 
is bestowed upon the question of insulation throughout the 
design. The chief data of this machine are as follows : — 

Outside diameter of yoke 35 inches, length parallel to 
shaft 11*4 inches of cast-steel. The magnet-cores are circular 
in section, having a diameter of y\ inches, and the cores, and at 
the same time the pole-pieces are attached to the yoke of the 
machine by a jingle steel bolt ; the fact that the seatings both 
at the yoke and pole-pieces are turned and thus possess a 
rounded surface, making this possible. The armature is 1 5 
inches in diameter, the length between core-heads being 9 • 85 
inches. There are 59 slots and 1416 conductors ; there being 
thus 24 conductors per slot, arranged in the slots in two taped 
sets of 12 conductors each. Round wire of a section of o * 0037 
square inch bare and o • 0070 square inch insulated is used, and 
the total thickness of insulation between conductors and 
core amounts to 0*07 inch. The winding has a two-circuit 
series-parallel grouping, described on p. 102; and throughout 
great attention is given to the insulation of the end turns and 
connexions. But the design of the commutator is the most 
noteworthy feature of this machine. Owing to the fact that 
only twenty amperes have to be collected, the question of insu- 
lation was the paramount one to be considered. There are 177 
segments, or three per slot; the end clamping plates of this 
commutator are usually substantial. 

Mica o ■ 035 inch thick is used between the segments, and 
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the end insulating rings project far beyond the end of the seg- 
ments, and are not turned off flush, as is usually the case with 
machines of lower voltage. On the whole the construction is 
very simple, that of the commutator especially so; the design 
being very open throughout and such that there is little chance 




Fig. 74— High-Voltage Dynamo of Brown, Boveri & Co. 

of dust or dirt collecting, which mi^ht lead to a breakdown in 
the insulation. Fig. 75 gives a sectional view of the armature. 
Of late Messrs. Brown, Boveri & Co. have designed special 
machines to be coupled direct to Parsons' steam turbines. The 
very high speeds have necessitated sundry modifications in de- 
sign. The armatures are* relatively smaller in diameter and 
of greater length, and the field-magnets are of the pattern de- 
vised by Deri^ with his special mode of cross-compounding. 

* See Elektrotechn'.sche Zeitschrift, vol. xxiii. p. 817, September 1902. 
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These field-magnets are built up of concentric stampings with 
closed slots at the inner periphery, and wound in a manner re- 




55 
O 

< 

H 

I 

I 



s 

PQ 






I 

to 
ts. 

d 



Digitized by 



Google 



2o8 Dynamo Design. 

.sembling the stator of a two-phase induction motor. Owing to 
the high peripheral speed carbon brushes cannot be used at the 
commutator. 

The General Electric Company of Schenectady, with which 
is associated the British Thomson-Houston Company of 
Rugby, has produced many hundreds of machines for traction 
or lighting. So far back as 1893 it exhibited at the Chicago 
Exhibition a multipolar generator of 1500 kilowatts, having 12 
poles and running at 75 revolutions per minute. This machine 
is described by Messrs. Parshall and Hobart in their work on 
Electric Generators (London, 1900), in which they give very 
full constructional data of this and of three other machines, 
viz. : — 

MP 6 — 200 — 135 — 500 volts — ^400 amperes; 

M P 10 — 300 — 100 — 125 volts — 2400 amperes ; 

M P 6 — ^250 — 320 — 500 volts — ^455 amperes. 
Of the three, the second, which is a lighting machine, i^ not 
a satisfactory design, judged by modern standards; while the 
first is excellent. Its armature is. lap- wound with 1760 con- 
ductors in two layers, in 220 slots, barrel- wound. The current- 
density is 1760 amperes per square inch in the armature, 
6670 in the commutator risers, 800 in the shunt-coil, 770 in the 
series-coil, 44 • 5 at the brush contact. The flux-densities at 
full-load were as follows: — 76,000 lines per square inch in 
armature core-body, 121,000 (apparent) in teeth, 45,000 in the 
gap, 96,000 in steel pole-core, 70,000 in steel yoke. The ex- 
citation percentages were allocated as follows : — 

At At 

no-load, full-load 

Armature core 4*4 5'0 

Teeth 7 3 104 

Gap 58-9 63-0 

Pole core 17 '3 21-5 

Yoke 12 -I 140 

Compensation for demagnetization . . . . . 24 -4 

" distortion . . . . . . 5 'O 

100 -0 143*3 
The excitation at no-load required 7630 ampere-turns per 
pole; at full-load 10,990. The heat-loss in the armature was 
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I • 70 watts per square inch of radiating surface, and the 
temperature rise 30** C. by thermometer or 37 by resistance 
measurement. The losses in percentage of the nett full-load 
output were : — armature iron i • 38) -armature copper 4*4, com- 
mutator and brushes o* 735, excitati^ i • 21, including series- 
coils and rheostat. The curves given in Figs. 46 and 47 relate 
to this machine. 

Other machines of the General Electric Company are de- 
scribed in the Author's Dynamo-electric Machinery, including 
a 6-pole 400 kilowatt belt-driven machine, and a 6-pole 150 kilo- 
watt machine designed by Mr. Parshall. 

Mr. Parshall has also published^ very complete data of a 
slow-speed 550-kilowattt generator of the General Electric 
Company's design, which, though a rather heavy machine for 
its output, gave a very satisfactory performance from the point 
of view of cool and sparkless running. Fig. 76 shows the 
armature in section. Let us treat this machine as though we 
had to design it, adopting the order of procedure of p. 146. 
We are to produce a multipolar generator working at a 
terminal pressure of 500 volts (at no-load), and of 550 volts 
at the full-load of 1000 amperes, the engine speed being 90 
revolutions per minute. Obviously it is to be over-com- 
pounded. The prescribed efficiency is 94 per cent, at full-load. 
As this is a slow-speed machine, the Steinmetz coefficient can- 
not be low; let us take it at 3*5. Then, by (2) on p. 140, 
550 X 3 • 5 = 1925 = d X I, which we must presently fix. As 
the full-load is 1000 amperes, if we would not attempt to col- 
lect more than 200 amperes at any one row of brushes, we 
must have at least 10 poles and 10 rows of brushes (5 positive 
and 5 negative). With a lo-pole machine with steel poles, one 
would expect the armature diameter to be five or six times the 
length of the core-body. Then, since d X / are to equal 1925, 
two approximate factors would be 100 and 19 J. The dimen- 
sions actually used are d = g6 and / = 20 • 5 ; so that the Stein- 
metz coefficient is actually 3 * 56. The peripheral speed is 2263 
feet per minute,. and the periphery 302 inches. This gives 30 • 2 
inches for the pole-pitch at the armature face. Taking the 

^Street Railway Journal, xvi. Oct. 1900; and Electrician, xlvi. 670, Nov. 23, 
X900. 
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pole-arc at about 75 per cent, of the pole-pitch, or 22 inches, the 
area of pole- face (which is not quite rectangular, being bev- 
elled at the outer corners to a polygonal form) will be about 
22 X 20 = 440 square inches. If we take 42,000 lines per 
square inch (at no-load) as a suitable pole-face density, that 
would make the flux from one pole to be N = 18,480,000, or 
18 • 48 megalines. Now using the formula of (5), p. 148, since 
;/. (the revolutions per second) = i ' 5 and E, the no-load volt- 
age, is 500, we get for the trial value of Z the number of 
armature conductors : — 

500 X 10® ^ (I • 5 X 18,480,000) = 1803. 

The actual number in the machine is 1800 grouped in 300 
slots, 6 conductors in each slot. Testing this by the rule that 
it is inadvisable to have more than 60O 
ampere-conductors per inch of periphery, 
we find 1800 conductors each carrying 
100 amperes (since there are 10 paths for 
1000 amperes) occupying 302 inches 
periphery, making 595 amperes per inch 
periphery, which is satisfactory. Further, 
as w = i^, and there are 5 pairs of poles, 
the frequency of magnetization will be 
only 7^ cycles per second. There will be, 
of course, 900 segments in the comihu- 
tator, and as these ought to be about o • 3 
inch wide, the total periphery of the com- 
mutator ought to be about 270; it is in 
fact 272, the diameter being 86 inches, ^ 

and the length of the segment about 9 Slot of Parshall's 
inches. As the armature periphery is 55o Kilowatt Machine. 
302 inches, and there are 300 slots, the tooth-pitch will be I -006 
inch. The slot should be about half this; it is in fact o* 525 
inch wide. As 6 conductors each carrying 100 amperes pass 
through the slot, and as the current-density in the copper will 1 1 
about 1500 amperes per square inch, each conductor will need 
to be about o * 065 square inch in section, and the total section 
of copper in any one slot will be about o • 39 square inch. If 
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the space- factor be assumed at about o • 4, this will show that 
the gro3s section of the slot must be nearly i square inch. As 
it is o • 525 inch wide it must therefore be nearly 2 inches deep. 
In fact, the slots are made exactly 2 inches deep, allowing for a 
wedge at the top. The copper conductor is o -0641 square inch 
in section. The slots being o -525 inch wide, the gap must not 
be much less. ' It was actually o -375 inch. As this is to be an 
over-compounded machine there must be allowed a long pole- 
core, say, as a trial value, not less than 40 times the length 
of the gap, since the teeth also are long; or, say, 15 inches. 
The actual length was 18 inches. The principal data being 
thus accounted for, it will now suffice to add the following data 
as given by Mr. Parshall. 

Nett iron length of armature core-body 14 • 9. 

Internal diameter of armature-core 71. 

Yoke (cast-steel), internal diameter 138-25. 

Yoke, external diameter 149 • 6. 

Yoke, diameter over ribs 157* 5. 

Yoke, length parallel to shaft 24. 

Number of equalizing rings 10. 

Number of equalizing points per ring 5. 

Pitch of winding is over 29 teeth. 

Armature-spider has 5 arms, with 15 dovetail notches to 
receive cores. 

Style of winding, lap-wound, barrel-drum. 

Average volts per segment of commutator 6*1. 

Breadth of carbon-brushes i inch, or 3 segments. 

Amperes per square inch brush-contact 40. 

Shunt-wire makes 11 54 turns per bobbin, and consists of 
780 turns No. 9 B. and S., and 374 turns No. 10 B. and S. 

Voltage-drop at full-load is as follows : — 12 * 6 volts due to 
copper armature resistance (at 60° C.) ; 2 -4 volts due to brush 
contacts ; o • 6 due to resistance of the compound winding ; or in 
total 19 volts. Hence, to give 550 volts at terminals, the in- 
ternal electromotive-force generated at full-load must be 569 
volts; which, assuming speed constant, means that the arma- 
ture-flux at full-load must rise to 20,360,000 lines per pole. As- 
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suming a dispersion ratio of i • 125, this makes the values of the 
flux per pole in the pole-core 20 • 8 megalines at nO-load ( 500 
volts) and 23-6 megalines at full-load (550 volts). 
The excitation is given by Mr. Parshall as follows : — 



— 


No-Load. 


B 

Full-Load. 


Amp -Turns, 
No-Load. 


Amp.-Turns, 
Full Load. 


Core-body . . 


59,000 


67,000 


190 


320 


Teeth .... 


108,000 


119,000 


340 


900 


Gap .... 


42,500 


48,500 


5000 


5700 


Pole-core . . . 


78,000 


88,000 


880 


1530 


Yoke .... 


69,000 


79,000 
Totals . . 


640 


1000 


7050 


9450 



There are 180 conductors on the armature per pole, each at 
full-load carrying 100 amperes, making 18,000 armature am- 
pere-conductors per pole, of which about 20 per cent., or 3600, 
are demagnetizing, and about 80 per cent., or 14,400, are cross- 
magnetizing. Total ampere-turns allowed for on each magnet 
pole at full-load at 550 volts 12,350. 

The heat-waste in iron in the armature was estimated at 
0-88 watts per pound; hence, as core weighs 12,600 lb., core- 
loss was 11,000 watts. Armature resistance, brush to brush, 
at 60° C, o • 0125 ohm. Hence C^R loss for 1000 amperes was 
12,500 watts. Total armature loss 23,500 watts. Peripheral 
radiating surface 12,000 square inches ; therefore i * 97 watts, 
per square inch. Observed rise of temperature after 8 hours* 
run at full-load, by thermometer 26° C, by resistance 38' C. 
Excitation losses: total C^R loss per bobbin, at 60° C.,. 
422 watts. External cylindrical radiating surface of i bobbin 
1350 square inches; therefore 0*312 watts per square inch. 
Observed rise of temperature after 8 hours' run at full-load, 
by thermometer on surface of shunt coils 26° C, by resistance 
45° C. C^R loss at brush contacts 2400 watts; in commutator 
segments 400 watts. Friction loss at commutator 870 watts. 
Total watts lost in commutator 3670; radiating surface 2400 
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square inches ; therefore i • 53 watts per square inch. Ob- 
served rise of temperature after 8 hours' full-load run, 22° C. 
This makes the total losses as follows : — armature 23,500, field- 
magnets 4220, commutator 3670; total 31,390 watts. Hence 
the efficiency (excluding friction at bearings) is 550 -H- 581 • 39 
= o • 945 = 94^ per cent. Assuming a permissible tempera- 
ture-rise (by thermometer) of 30° C, Parshall gives the fol- 
lowing handy rules as to the requisite amounts of radiating 
surface : — 





Armature. 


Field-Coils. 


Commutator. 


Radiating surface (sq. in.) necessary ) 
per kilowatt output of machine. ) 


18-75 


15 


375 




HTCH OF WINOIW 
|g OF POLE PITCH 

Fig. 78.— Winding Diagram of Parshall's 550 Kilowatt Generator. 

Constructional data of a larger General Electric Co.'s gen- 
erator, M P 14 — 1000 — 100 — 575 volts — 1740 amperes, are 
given by Hobart in an article in the Elektrotechnische Zeit- 
^chrift, xxii., p. 650, August, 1901, where they are compared 
with those of kindred machines of equal output by Rothert, and 
by Siemens and Halske (Vienna), see p. 232. 

The firm of Kolben and Co., of Prag, has made itself known 
for the excellent types which Mr. Kolben has produced during 
recent years. 

Fig. 79 depicts a small 4-pole machine of this firm, of 3 kilo- 
watts' output. Though it has four poles, two of them only are 
wound, the other two being consequent poles at the sides of 
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the magnet-frame. Running at iioo revolutions per minute, 
it generates 25 amperes at a pressure of 123 volts at the termi- 
nals. The magnet-frame and cores are of cast-steel ; the bear- 
ing supports of cast-iron. The external diameter of the core- 
disks is 9-11 inches ; the internal 4 inches. The length be- 
tween core-heads is about 4J inches. There are 6 slots, each 




Fig. 79. — Kolben's 4- Pole 3 Kilowatt Dynamo. 

0* 788 inch deep and o • 167 inch wide. In each slot are 6 con- 
ductors, making 414 conductors in all, their diameter being 
0*087 inch bare, covered to o* no inch. The gap-space is 
o* 118 inch. The commutator, of 69 segments is 4 inches in 
diameter, 2 inches long, and the mica insulation is o • 024 inch 
thick. There are two sets of carbon brushes with two brushes 
on each set, of a size allowing i square inch for 30 amperes. 
On each pole-core are wound a shunt coil of 2300 turns of a 
wire o • 040 inch diameter covered to o • 055 diameter, as shunt, 
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and 28 turns of a series winding o* 173 inches in diameter cov- 
ered to o • 193 inch. The efficiency at full-load is 85 per cent. 

Plates v., VI. and VII. show a Kolben traction generator, 
M P 10 — 250 — 125 — 550 volts — 454 amperes. 

The ten pole-cores are cast in one piece with the yoke, the 
whole being of cast-steel, with cast-steel pole-pieces screwed 
on. Plate VII. shows in detail the construction of the field- 
magnet bobbins and pole-pieces. The pole-pieces are skewed 
in order to ensure that the armature conductors in revolving 
shall come gradually into the field. This machine is com- 
pounded, each pole having 5^ turns of copper strip 5 • 32 inches 
wide and 0*059 i"ch in thickness wound outside the shunt- 
turns. The outside diameter of the yoke is 105 inches, the 
maximum radial thickness being 5 -9 inches ; the pole-cores are 
13 • 97 inches in diameter. The field is bored to 67 * 25 inches, 
and the diameter of armature is 66 * i inches, the gap therefore 
being o • 575 inch long. The armature is wave-wound, the 
winding being a series-parallel, having four circuits in parallel, 
with ten sets of brushes. There are 437 slots, each o • 256 inch 
wide and o * 984 inch deep, and two conductors of o * 0652 
square inch section, in each slot ; there being thus in all 874 con- 
ductors. The space-factor, that is to say, the ratio of copper 
section to slot section, is o • 516. 

The end connexions of the armature conductors are made 
by joining them together at separate insulated copper seg- 
ments, held round the armature exactly like commutator 
segments, this construction being exceptionally good me- 
chanically ; the commutator risers are then simply sweated into 
cuts in these segments. The commutator has a diameter of 
39 * 35 inches ; there are 437 segments, or one segment per slot. 
Mica o • 036 inch thick is used for insulation between the seg- 
ments. This generator is for direct coupling to engine, a flange 
being provided for the purpose on the end of the shaft. The 
armature spider is secured firmly to the shaft by means of steel 
rings pushed on to a shoulder on the spider while hot, the subse- 
quent contraction eflPectually gripping the spider to the shaft. 

The winding-scheme of this machine is specially considered 
and described on p. 102 above. 
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Fig. 80 illustrates a special type of generator, namely, a 
very slow-speed exciter, destined to be mounted on the end of 
the shaft of a large alternator, revolving at only 75 revolutions 
per minute. This entails peculiar variations in the construc- 
tion. 

The diameter of the core-disks is 33 * 8 inches ; the length 




Fig. 81. — Tramway Generator of the English Electric 
Manufacturing Co., Preston. 

between core-heads 15* i inches; and as the output is only 38 
kilowatts the value of the Steinmetz coefficient reaches the 
abnormal value of 13 -4. The commutator has a diameter only 
slightly less than that of the armature, the risers being neces-- 
sarily very short. The machine is shunt-wound. 

Several other machines of Messrs. Kolben & Co., are de- 
scribed in th^ Author's larger work. 
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The English Electric Manufacturing Company (Dick, 
Kerr & Co.), of Preston, produce a standard type of generator 
designed by Mr. S. H. Short, depicted in Fig. 8i. A sectional 
view of a 12-pole machine is given in Fig. 82. This is an 1 100 
kilowatt generator, running at 100 revolutions per minute. It 
has a heavy cast-iron yoke; the laminated pole-cores being cast 
in solidly, and a cast-iron pole-shoe attached by screw-bolts. 




Fig. 83. — Pole-Core Stampings. 



Fig- 83 shows the laminated pole-cores. The pole-shoes, as 
will be seen from Fig. 84, which gives a view of a magnet- 
frame, are in two halves, bemg secured in V-notches punched 
in the laminated pole-cores, the two halves being clamped to- 
gether by bolts, a space being intentionally left between the two 
halves to assist in preventing distortion of the pole-face flux. 
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In order to secure a well-graded fringe at the pole tips they are 
notched, as is well shown in Fig. 84. 

The construction of the shunt-bobbins is shown in Fig. 85. 
The bobbins haVe cast metal end plates cast in open design, 




Fig. 84. — Magnet-Frame of io-Pole Machine. 

to render the ventilation as good as possible. The shunt and 
compounding turns are wound side by side and not in super- 
posed layers as is usual. The compounding turns are wound 
edgewise, of copper strip. 

The armature is a simple lap-winding, each element being 
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Fig. 85. — Field-Magnet Bobbins. 

a loop of strip copper in one piece. Fig. 87 shows the com- 
plete armature-core. Equalizing rings, or connexions short cir- 
cuiting points of the winding at approximately equal potential 




Fig. 86. — Armature-Core Stampings. 
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are used to facilitate commutation; and their arrangement is 
plainly shown in the figure, between the commutator risers and 
end-plates of the armature. 

Fig. 86 shows the core-plates of this machine, and the 




Fig. 87. — Armature-Core ready for Winding. 

process of manufacture, from the blank (numbered i in the 
figure) to the complete section (numbered 4). One of the core- 
plate separators to keep the laminations apart for the formation 
of ventilating ducts is also shown (numbered 3). 
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Fig. 88 shows the armature-spider ready machined. It has 
six arms, with dove-tail grooves for holding the core-plates. 
The commutator seating is plainly shown, as also the seatings 
and bolt-holes for securing the commutator to the spider. 




Fig. 88. — Armature- Spider. 

Fig. 89 shows the brush gear; the brush-rocker is carried 
on a massive cast-iron ring, which is bracketed out from the 
yoke, as is shown in Fig. 81, a worm-wheel being used to shift 
the rocker for adjustment of the brushes. 
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The firm known as La Compagnie de Tlndustrie Electrique, 
of Geneva, has done much continuous current work for lighting 
and power, as well as for electrolytic purposes. Figs. 90 and 91 
•depict one of their electrolytic generators designed by M. 
Thury, viz. : — 

00 

M P 12 — 832 — 2o8v — 4000A. 

120 

This machine, which is at work at Chevres is of the vertical 
type, and is driven by a 1200 horse-power turbine at a speed 
varying from 90 to 120 revolutions per minute. The output 




Fig. 89. — Brush -Gear. 

is 4000 amperes at 208 volts. This generator has the yoke and 
pole-pieces of the pattern peculiar to the designs of M. Thury. 
Each shunt-bobbin is wound with 448 turns of wire of 33 
square millimetres section, and the 12 coils are connected as 
usual in series. The armature has 468 slots, each slot contain- 
ing one conductor of 120 square millimetres section; the end 
connections being made by butterfly connectors of 140 square 
millimetres' section. 

The commutator is 1000 millimetres in diameter, has 234 
segments, with two working lengths of 390 millimetres, a steel 
ring being shrunk on the outside surface of the commutator. 
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at its middle point, to guard against any excessive centrifugal 
strain on the heavy commutator segments; this ring is, of 
course, adequately insulated from the surface of the commu- 




Scaie 1^40 



Fig. 90. — Thury's Electrolytic Generator: Section. 
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tator. The 4(XX) ampere current is collected by twelve sets of 
brushes, each set consisting of 24 carbon brushes, the 24 brushes 
being again subdivided into two sets of twelve brushes. For 
other Thury machines see the Author's larger work. 




Fig. 91. — Thury's Electrolytic Generator: Plan. 

A generator by the International Electrical Engineering 
Company, of London, is shown in Plate VIII., M P 8 — 450 — 
250 — 500 volts — 900 amperes, having cast-steel poles cast in 
one piece with the yoke. It has laminated pole-shoes bolted 
on after the shunt-bobbins are placed in position. The outside 
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diameter of yoke is 91 inches, radial length of pole-core 15 
inches, and the bore of field is 49 * 7 inches, and the armature 
being 49 inches in diameter, the length of air-gap is about o • 35 
inch. The total flux from one pole at no-load is 20* 15 mega- 
lines, and as the area of pole face is about 280 square inches, the 
pole-face density is about 73,000 lines at no-load, which is 
rather high. In this machine in fact both the magnetic fluxes 
and current densities are pushed as high as possible, but a fairly 
high armature surface speed, combined with careful design as 
regards ventilating capabilities, enables this to be done, without 
excessive heating. There are 1350 turns on each field-bobbin, 
and the poles being circular the mean length of one turn is 58 • 6 
inches ; the shunt-winding space is 1 1 * 5 inches in length and 
the wire is wound to a depth of 2 * 75 inches. 

There are 200 slots and 800 conductors o* 118 inch by 
o • 443 inch, and consequently there are four conductors per 
slot, the slots being o • 394 inch wide and i * 18 inch deep. The 
winding has eight parallel circuits and eight sets of brushes. 
The armature has three ventilating ducts and the stampings 
are held by two substantial end castings bolted on to 
a spider of simple design. The commutator is bracketed out 
from the main armature-spider, being secured by screws ; the 
diameter of the commutator is 33 inches and the segments are 
12^ inches over all. 

Mr. H. M. Hobart, who has written on dynamo construc- 
'tion in conjunction with Mr. Parshall, has contributed to the 
: subject of dynamo design a paper^ in which he gives particulars 
of a large number of machines of his own designs. Amongst 
these is noticeable a large generator, M P 22 — 1600 — 85 — 550 
volts — 2900 amperes, which has the high peripheral speed of 
4000 feet per minute and the remarkably low Steinmetz co- 
efficient of I • 44, showing great economy of material. The 
chief data of this machine are as follows. 

^ Journ. Inst. Elec. Eng., vol. xxxi. p. 170, 1901. See also some articles 
by Hobart in Electrical Review, vol. 1. p. 329* et seq. February and March, 1902. 
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Armature: — 

Core disks, external diameter (inches) . . . 177 

" internal 148 

Number of slots 440 

Depth of slot (inch) i -34 

Width " *' 0-55 

Pitch of slot at armature face (inch) .... 1-26 

Depth of iron in core, under teeth (inches) . . 13-36 

Gross length of core (inches) 13 

Iron " *• •• 8-6 

Diameter of finished armature (inches) . . . 177 

Number of conductors 2640 

Arrangement 6 in a slot 

Style of winding parallel (lap) 

Dimensions of each conductor, bare (inches) . . 0*53X0 -i 18 

Section of each conductor, (square inch) . . 00625 

Minimum width of tooth 0735 

Number of ventilating ducts 7 

Field- Magnets : — 

Diameter of bore (inches) 177*79 

Pole arc ratio (per cent.) 72 

Diameter of magnet core 15 

Length of *' 19*18 

External diameter of yoke (inches) .... 254 

Gap 0*394 

Flux in magnet cores (megalines) .... 17 

Flux-density in pole-cores (steel) .... 97,000 . 

** in gap at pole face 64,000 

** in yoke (steel) 35.000 

" in teeth (apparent) .... 148,000 

" in core body 63,000 

Commutator: — 

Diameter (inches) 138 

Number of segments 1320 

Active length (inches) 9*^ 

Other data are as follows : — 

Current density in armature conductor . . . 2128 

Space-factor of slot 0*51 

Average volts per segment of commutator ... 9 '2 

Current density in brush face 32*2 

Armature ampere-turns per pole 7900 

Amperes in one conductor 132 

Ampere-conductors per inch peripheral ... 627 

Ampere-turns per pole at no-load .... 13.000 

" f< f " .... 16,000 
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The losses are as follows at full load : — 

Armature iron loss (watts) 32,000 

" copper loss 24,400 

Commutator resistance loss 5,800 

" friction loss 5,300 

'' stray losses 300 

Excitation, shunt 13,000 

" " rheostat 2,000 

" series 3,000 

" " diverting shunt (see p. 131) . . 1,000 

Total . 86,800 

Total constant losses 52,600 

" variable losses 34,200 

Commercial efficiency, full-load (per cent.) . . 94 9 

half-load .... 92*8 

" " quarter-load . . . 88 i 

The number of watts wasted per square inch of peripheral 
surface with a temperature-rise of 60° C. was 3 * 9 in the arma- 
ture, 2 • 4 in the commutator, and o * 58 in the magnet-coils. 

The core stampings weighed 7 • 7 tons, the armature copper 
I • I tons, commutator segments i • 7 tons, the magnet copper 
2y tons, the pole-cores 10 tons, total magnet yoke (with 
feet) 33 tons. 

Another machine, M P 16 — 1000 — 90 — 500 volts — 2000 
amperes, described in the same paper by Mr. Hobart, and 
constructed by the Union Elektrizitats Gesellschaft, for Shef- 
field, 'is fully described in the Elektrotechnische Zeitschrift for 
Jan. 16, 1902, vol. xxiii., p. 45. 

Fig. 92 gives a view of a machine M P 8 — 300 — 150 — 
- — volts — 600 amperes, by the Electric Construction Company 

of Wolverhampton. The yoke is of soft cast-iron, and the pole- 
cores of sheet iron stampings cast in; with soft iron forgings 
for pole-shoes screwed on. The armature-core is built up of 
charcoal iron stampings of 1 1 inches radial depth, assembled 
to a gross length of 15 inches including four air-ducts. It is 
clamped between cast end-plates, which have brackets to carry 
the barrel-windings. The armature and commutator arc 
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mounted on a cast-iron spider keyed at the commutator end to 
the shaft, but expanded at the other end into a wide driving- 
flange that is bolted to the boss of the fly-wheel. On the inner 
part of the spider are cast oblique webs to serve as fans. The 
armature- winding consists of 1536 conductors of strip of a sec- 
tional area stated to be 0*0636 square inch. The commutator, 
which is 42 inches in diameter, with a working face iij inches 
long, has 768 segments. Each section of the winding consists of 
a single jointless loop bent edge-on at the end away from the 
commutator, and former-shaped. The external diameter of the 
armature is 62 inches. The slots have straight sides, and are 
lined with separate insulation. The insulation resistance is 
stated at 100 megohms, and the temperature rise after 8 hours' 
full-load run is stated not to exceed 28° C. The conductors are 
secured in the slots by wedges of hard wood, and by binding 
wires over the projecting ends. The rocker-ring runs on rol- 
lers bracketed out from the yoke, with an adjusting worm-wheel 
gear. The shunt-current at normal full-load is 8 3 amperes ; the 
shunt-winding being former-wound with coned ends. The ma- 
chine is over-compounded by 10 per cent., the full-load voltage 
rising to 550 volts. The series-winding is also former-wound, 
of rectangular strip, wound edge-on, of two flat spirals united 
together at the inner periphery, thus bringing both free ends to 
the surface. At full-load the series-winding takes up about 
I • 2 kilowatts, being therefore about o • 033 ohm in resistance. 

A large traction generator constructed by Siemens and 
Halske, of Vienna,* was shown by this firm at the Paris Exhi- 
bition of 1900. Its type is M P 14 — 1000 — 95 — 550 volts, thus 
giving 1820 amperes at full-load. The armature has a diameter 
of 98* 5 inches; the length between core-heads is 21 * 3 inches. 
There are five ventilating ducts, each about o • 4 inch wide. 
There are 1144 conductors, each c 157 inch X o* 71 inch, and 
four of these conductors are placed in each slot, there being 
therefore 286 slots, the size of the slots being o* 51 inch wide 

^ Zeitsckrift fur Electrotechnik, vol. xviii. p. 551, 1900. 
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by I • 97 inches in depth. The winding is series-parallel with 
10 circuits. The commutator is 82 inches in diameter, with 
572 segments, mica o* 031 inch thick being used for insulation 
between the segments. The minimum length of air-gap is 
o • 35 inch, and the maximum length o • 47 inch, the average 
flux-density in the gap being 58,000 lines. The yoke is of cast- 
steel, the overall dimensions of the machine being 156 inches or 
13 feet. 

The fourteen field-bobbins have each 770 turns of wire, tlie 
ampere-turns at full-load coming out to about 18,500, the ex- 
citation required for this being about 13 kilowatts, or i • 3 per 
cent, of the full-load output of the machine. There are 14 sets 
of brushes. 

The temperature-rise after 24 hours' full-load run is 30° C. 

The total weight of the machine is just over 100,000 lb., or 
44i tons. 

Summary, — The machines which have now been described 
are summarized in the following Table in order to afford a view 
of the several values of the more important coefficients adopted 
in their design. The coefficients a and P in the later columns 
are explained on p. 158 above, and signify respectively the 
gross values of the average current-density and of the average 
magnetic density in the active belt at normal full-load. The 
values in the last column of kilowatts of output per cubic inch 
of the. active belt are, like the preceding, deduced from the 
normal full-load output for which the machines are rated. 
All makers do not, it is well known, adopt the same basis for 
the rating of their machines, for some allow a higher tempera- 
ture-rise than others. It is quite impossible to reduce the 
values to a common basis in this respect. Nevertheless the 
values given are not altogether unfair as a means of comparison. 
If in any machine the peripheral speed is high, there is neces- 
sarily a higher specific utilization of material. And if in any 
machine in which this is high the a and P densities are also high, 
the output per cubic inch of active belt, and therefore the out- 
put in proportion to weight and cost, will also be high. The 
8-pole machine of the International Electrical Engineering 
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Table of Specific Utilization Coefficients and other Features of 
Design in continuous current Generators. 



Maker or Designer. 


Specification. 


b 
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.1 


1. 

11 


N 

X 


i 

1 

X 

1: 

X 


01 
11 

Z X 

IB 


62-5 




1 


>' 

U 




> 


i 

< 


Brown Boveri & Co. 


MP 


8 


194 


350 


490 


396 


247 


49' 5 


575 


3860 


302 


27400 


Electric ) 
Construction Co. ) 


MP 


8 


300 


150 


500 


600 


3*1 


75 


592 


2430 


246 


39500 


43 


English I 
Elec. Manfg. Co. ) 


MP 


12 


IIOO 


100 


550 


2000 


1-96 


166 


6x0 


2830 


390 


51400 


103 


General Elec. Co. 


MP 


lO 


550 


90 


550 


1000 


3-95 


100 


595 


2760 


297 


32700 


44.4 


Hobart . . . 


MP 


22 


1600 


85 


550 


2900 


144 


132 


627 


4000 


467 


47060 


163 


International ) 
Elec. Eng. Co. . ) 


MP 


8 


4^0 


250 


500 


900 


1-96 


112 


585 


3200 


496 


47500 


14c 


Kolben & Co. . 


MP 


4 


70 


750 


260 


270 


4-6 


135 


408 


4600 


399 


18200 


67-4 


Kolben & Co. . 


MP 


lO 


1 
250,125 


550 


455 


4*35 


114 


477 


2200 


485 


35600 


74 


Oerlikon Co. . . | 


MP 
MP 


4 
4 


265 '370 
265370 


450 
550 


510 
360 


2-9 
29 


255 
180 


430 

3^8 


3860 
3860 


365 
340 


29000 
33800 


92 
106 


OerlikonCo. . . 


MP 


TO 


^ 1 
165 no 

1 


280 


590 


4-48 


59 


660 


2160 


440 


25000 


46 


Oerlikon Co. . . 


MP 


12 


1 

330100 


550 


600 


4*2 


100 


429 


2640 


363 


37400 


63 


Scott & Mountain 


MP 


6 


150450 


250 


600 


2 42 


100 


1 
4733940 


296 


37800 


80 


Siemens & Halske 


MP 


14 


1000 95 


550 


1820 


207 


182 


672 


2460 


310 


50500 


70 


Walker Co. 


MP 


lO 


440 85 

1 


550 


800 


3-6 


80 


585 


2000 


336 


40500 


44 


Exc 


EPTIONA 


L Designs. 
















BrownBoveri&Co. / 
(High Voltage) J 

Kolben & Co. ) 
(Exciter) t 


MP 
MPX 


4 
lO 


20 

38 


700 

75 


1000 

150 


20 

254 


7'35 
13*4 


10 
127 


300 
516 


2740 
660 


273 
437 


25900 
34700 


39 
20 


Oerlikon Co. j 
(Electrolytic) 


MPC 


32 


560 


55 


80 


7000 


5-1 


228 


447 


2540 


505 


28600 


71 


Oerlikon Co. 
(Electrolytic) ) 


MPC 


6 


285 


450 


190 


1500 


2'l8 


250 


835 


4200 


580 


24070 


"7 


Thur> } 
(Electrolytic) f 

1 


MPC 


12 


832 


120 


208 


4000 


3*15 


333 


435 


3580 


368 


29100 


78 
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Examples of Dynamo Design. 235 

Company, and the 22-pole machine designed by Mr. Hobart, 
are cases in point. The high specific values attained in these 
machines unquestionably indicate the way to future economy 
in design. Everything points to the adoption of high-speed 
steam-turbines for all steam-driven dynamos of large power. 
With such speeds as these machines entail, very high surface- 
speeds will be reached; and design must be modified to meet 
these conditions. Greater axial lengths and relatively smaller 
diameters of armature will be a necessity; while with the high 
commutator speeds carbon brushes cannot be used. Both these 
influences will render greater the difficulties of sparkless com- 
mutation, and make more needful than ever the most careful 
attention to the question of saturation of teeth and of pole- 
pieces, and the combatting of armature distortion. But they 
will also bring about a higher specific utilization of material. 

With the introduction of large gas-engines and the com- 
mercial production of cheap gaseous fuel, it would seem likely 
that for all generators exceeding 1000 kilowatts, gas-engines 
will be employed rather than steam-engines, in case water 
power is not available. This development will again influence 
dynamo-design : and as is very evident, the dynamos of 
largest output are precisely those in which the best ventilation 
can be attained, and in which the highest specific utilization of 
electric and magnetic materials is possible. 
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APPENDIX III. 

SCHEDULE FOR CONTINUOUS 
CURRENT DYNAMO DESIGN. 



Type of Machine. 



Design calculated by- 



Machine constructed hy- 
In operation at 



_Poles ; 



.Kw. 



_Revs. p. min. ; 



_Volts ;- 



-Amperes. 



T y p e- 



Weigh t CO mp lete - 
Voltage^ No Load^ 



-Full Load- 



Over Compounding- 



COMMERCIAL TEST, 



- Volts,- 



Load. 


Revs. 

per 
minute. 


Volts. 


Current. 


Output 
Kw. 


Losses— Watts. 


Effi- 
ciency. 




Arm. 
Cop- 
per. 


Arm. 
Iron. 


Exci- 
tation 


Fric- 
tion. 


Total. 


Arm. 


Siuint. 


No Load ... 






















)i Load ... 


















j 




>^ Load ... 
























% Load . ... 
























Full Load... 
























iJi Load ... 


















1 
1 





Test made after- 
Current 

E.M.F 



_ hours continuous run ; Armature 

amps. ; Shunt current amps. ; 

-volts. Resistance in shunt ohms. 



Measured Resistance of Shunt Winding : cold ( - 

hot ( °C.) ohms. 

Remarks : 



"O- 



-ohms. ; 



Date of test- 



- Test made bv- 
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DIMENSIONS. 



ARMATURE, 
diameter at face 

periphery 

pole pitch at armature face 

lenirtlL between core heads , 

diameter X by core length -i- kilowatts 

thickness of core sheets 

number of ventilating ducts 

width of each duct 

effective length of core 

radial depth core body 

internal diameter core 

number of slots 

depth of slot 
width " 

*^ *' at armature face 
minimum width of tooth 
width of tooth at armature face 

total number of face conductors 
number of circuits 

style of wiiidinii 

number of conductors in series between 
+ and — 

size or section of conductor (bare) 

size or section of conductor insulated 
menn length of conductor per turn 
VitCh of Wtndint: (front and back) 

'* " number of teeth 

arrangement of conductors in slot 
copper section -•- slot section (space 

factor) 
length of active conductor per volt 
total insulation between conductor and 



GAP. 

lenstb at centre from iron to iron 
diameter of borc Of field 



POLE PIECE. 

length parallel to shaft 
length of pole arc 

average pole arc •*• pitch 

MAGITET CORE. 

length radially 
length parallel to shaft 
width or diameter 



BOBBnr. 

length over all 

thickness of insulation on flanges 

'' " ^ " body 

length of shunt winding space, excluding 

insulation 

size of shunt wire 

mean length of one turn 

compound conductor, size or section of 



YOKE. 

outside diameter 

inside diameter 

thickness 

length parallel to shaft 

COMMUTATOR. 

diameter 

length of segment over all 

area of cylindrical surface 

active leneth of segment 

number ofsegments 

width of segments 

useful depth of segment 

thickness of insulation between segments 

peripheral speed, ft. per min. 



COMMUTATOR BRUSHES. 

number of sets 

number in one set 

length side by side 

width (peripheral) of brush in inches 

" " " in segments 

size of contact face 
total area of contact, one polarity 



ELECTRICAL. 



ARMATURE. 

E.M.F. per circuit, no load 

" /» full load 

type of winding 
number of turns per segment 
winding formula 
amperes per circuit of winding 
amperes per square inch in conductor 
C K drop (lost volts) in armature 
ohms brush to bru^h (at 60* C.) 
amperes per square inch of active peri- 
pheral belt 

COMMUTATOR. 

average volts_ between bars 
reversal density •♦• pole face density 
amperes per square inch of brush contact 
C R drop due to brush contact 

FIELD COILS. 

type 

number of turn«» in series per bobbin 

number of bobbins in series 

mean length of one turn 

*otal resistance (at 6o* C.) 

amperes, full load 

amperes, no load (shunt excitation) 

amperes, per square inch, full load 

rheostat resistance 

C R drop (lost volts) in rheostat 

COBIPOUBD . WlADnrG. 

arrangement of 

number of turns in series per bobbin 

mean length of one turn 

total resistance (at 6o* C.) 

amperes full load 

amperes per square inch, full load 



REACTIONS. 



ARMATURE. 

conductors, per pole 

" beneath pole 

" between poles 

"^ per inch periphery, 

full load 

turns, gap and teeth •♦• beneath 



pole 

density 

at li 



in gap under backward pole-horn 
load 

FIELD. 



ampere turns, no load, no load volts 

full 
% added for armature reaction 
total ampere turns, full load 
ampere turns shunt coil, full load 
" " compound coil, full load 
" " total " " 

inherent regulation % 
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TEMPERATURE TEST. 



Conditions of Test. 


Dbgrbrs Risb — Cbntigrade. 


Duration. 




IJ 




as 


Armature 


Shunt. 


Series. 


's 

E 

<3 


e 


E 

1 


J 


06 


u 
V 

H 


J 


Then 
Res. 


After hours run 



















. 







— 








.. 




.. 











Remarks- 



Date of test- 



Test made by. 



WEIGHTS AND COSTS. 



Machine Parts. 


Material. 


Weight. 


Cost of Finishbd Product. 


Per 
Pound. 


Total. 


Per Kw. 


Per 
loo Revs. 


Yoke 














Poles 












Armature Core 










1 
1 


Armature Copper ... 




1 




1 
1 


Commutator 










1 


Shunt Coil 














Series Coil 














Armature Spider ... 














Armature Shaft 












Brush Gear, &c. ... 














Bedplate & Bearings 














Totals 











N. B. — Copies of this foiir-pa6[e Schedule, printed large, on pages i6 inches by lo inches s 
can be had in quantity from the Puolishers. 
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INDEX. 



35, 136, 152, 



Active Belt, Definition of 
Air-gap, Average flux-density in 

" Calculation of 

Alioth, Messrs., Winding Pole-cores . . 
Allgemeine Elektricitdts Gesellschaft . . 

Alloys, for Rheostats 

"Ambroin" 

Amortisseur 

Ampere-turns 

" Calculation of . . 

x\nnealing of Iron . . 

Apportionment of Losses 

"Armalac" Varnish 

Armature Conductors, Estimation of . . 
" " Number of 

*' Size of, how to find . . 
Armatures, Core-bodies of 

" *' Dimensions of 

" Equalizing Rings in 

" Heating of 

" Insulation of 

" Length of 

" Losses in 

" Magnetic Density in 

" Number of Circuits in . . 

" Surface, Estimation of . . 

" Teeth, Flux-density in 

30, 39, 136, 151, 155, 178, 200, 208, 

" Temperature, rise in . . . . 68, 151, 170, 

*' Winding, Theory of 

Arnold, Professor E., on Adaptations of Wave- windings . . 

" " on Commutator Losses 

" " on Equalizing Connexions 

" " on Formula for Commutator Heating 

" " on Predetermination of Dispersion . . 

" " on Reduced Diagrams 



27, 129, 



122, 143, 144, 150, 



138, 

140, 

29, 38, 

109, 200, 
.. 68, 



115, 151, 168, 
36, 136, 163, 208, 

. . 68, 150, 



PAGE 
.. 157 
.. 136 

162, 177 
.. 58 
.. 137 
.. 133 
.. 71 
•• 17 

3, 5, 63 

163, 178 

8 

214, 230 

72 

148 

148, 211 

147, 209 

77. 152 

14c, 152 

212, 222 
170, 184 

77 
140, 150 
182, 213 

213, 229 

97 
151, 214 

213, 229 

185, 213 

78, 82 

109 

118 

112 

120 

26 

12 
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Dynamo Design, 



PAGE 

Arnold, Professor E. on Rule for number of Commutator Segments 149 
" " on Series- Parallel Winding . . . . 85, 96 

Asbestos 71, 75 

Asphaltum 71 

Ayrton & Perry, on Magnetic Shunts 24 



Baily, F. G., on Rotational Hysteresis 

Bar Armatures 

Barrett, W. P., researches on Aluminium-iron 

Bedding of Wires . . 

Binding Wires, Calculation of . . 
" '* of Bronze 

Bitumen 

Bronze used for Binding-wires .. 

Brown, Boveri & Co 

'' " Barrel-winding 

" " Double Current Machine 

" " High Voltage Dynamo . 

" " Multipolar Generators . 

" " Normal type of Generator 

Brown, C. E. L., Barrel-winding in two layers 
" Method of Piling Coils 

Brown, E., on Heating of Magnet coils 

Brush-sets, number of 

Brushes, Permissible Current-density in 

" Pressure of 

" Resistance of Contact of 



16 

123 

6,9, II 

. 48 

. 144 

202 

. 71 

45, 202 

149, 150 

202 

204 

102, 205 

142, 203, 205 

203 

202 

58 

67 

105 

117, 202, 205, 208, 215, 229 

118, 119, 169, 184 

..118 



C. 

Carbon Brushes, Current-density in 

" " Resistance of . . 

Carhart, H. S., on Stray Field . . 
Centrifugal Forces 
Characteristic, External 
" No-load 

Cloth, "Empire" 

" Mica 

Coefficient of Dispersion 

" " " Increase of at Full-load 



117, 118, 202, 205, 208, 212, 215, 229 

..118 

. . 23 

. . 144 

122, 172 

126, 165, 180, 192 

71, 77 

73, 75 

17, 23 

. . 27 
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PAGE 

Commutation, Criterion of Goodness of 156 

" Ratio 156 

Commutator, Diameter of, how to find .. 149,211,214 

" Fixing Number of Segments 139, 149 

" Heating of . . 120, 171, 185, 214, 230 

" Losses of Energy in . . 114, 117, 119, 169, 183, 213, 230 

" Peripheral Speed of 118, 120 

" Risers 138, 208 

Compagnie de V Industrie Electrique {see Thury). 

Compensating Ampere-turns 129, 166, 181, 208, 213 

Compounding, curve of 123, 172 

Compound-winding, Calculation of 130, 166, 181, 213 

Conductors, finding number of 138, 148, 211 

Constantan 133 

Constants, in Design • . . . . 136, 155 

Copal 71 

Cooling-surface, Estimation of, in Armature . . 68, 150, 151, 214 

" ** " in Magnet-coils, . . 65, 66, 68, 214 

Copper Brushes, Current-density in .. .... .. 117,118 

" Electric Resistance of 41 

" Losses in, Estimation of .'. .. 64,113,114,167,182 

" Secondary Losses in .. 114,122 

" Weight of . . 40, 56 

Copper-losses in Armatures . . . . 64, 143, 144, 151, 167, 182, 209 

'* ** in Rheostats 117,209 

" " in Series Coils 167 

'' " in Shunt-coils 64, 113, 117, 127, 143, 169, 183, 209, 213 

Core-body of Armature, Size of 140, 152 

" " Insulation of ... . . . . . . . 77 

Core of Magnet Pole, to find I53 

Length of . . .... . . 153, 212 

Criteria of Good Design 156 

Crompton, R. E., on Eddy-current Losses in Armature Conductors 125 

Current-densities in Armature . . 138, 152, 155, 157, 205, 208, 211, 229 

" " in Brush Contacts . . . . 117^ 118, 205, 208 

" in Commutator Risers 138, 208 

" in Copper 65, 138 

" in Magnet coils . . . . 52, 138, I55. 200, 205, 208 

D. 



Dampers, Magnetic 17 

Demagnetizing Ampere-turns 127 

Densities, Current 52, 65, 138 

Flux, Average 36, 136, 208, 213, 229 
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PAGE 

Deri's Method of Cross-Compounding '. . 206 

Design, Methods of 134,146,155 

Dettmar, G., on Density of Flux in Cores 39 

Dielectric Strength of Insulating Materials 75 

Dina on Rotational Hysteresis 16 

Dispersion, Magnetic 18 

Coefficient of 17, 18, 23 

" " Increase at Full-load 2y 

Distortion of Field 127, 129, 156, 166, 181, 208 

Doubly Re-entrant, meaning of 83 

Duplex Winding, meaning of 150 



E. 



Ebonite 
Eddy-currents 



Calculation of Loss due to 
" " in Armature Conductors 

" " in Pole-pieces 

Law of 

Edge-wound Strip 

Efficiency, Apportionment of Losses in 

*' Curves of 

" Estimation of 
Electric Construction Co., Form of Field Magnet Coil 
" " " Multipolar Generator 

"Empire Cloth" 

"Enamelac" Varnish 

Enclosed Motors, Heating of 

Ends of Coils, Methods of Fixing 

Energy Losses, Assignment of . . 

Engine Speeds, Variation of with Size . . 

English Electric Manufacturing Co., Traction Generator 

Equalizing Rings 109,110, 

Equivalent Ring Winding 

Esson, W. B., on Heating of Magnetic Coils 

** " on Stray Field 

Ewing, J. A., Hysteresis Tester 
" " on Hysteresis 

" " Papers on Magnetism . . 



122, 
121, 



Excitation 



Calculation 
Losses due 



of 
to 



71 

9 
168, 183 

123, 124 

122 

12 

48, 57, 66, 201, 232 

43, 144 
172, 192 

54,184 

. 67 

. 230 

71,77 

. 72 

. 68 

. 59 

142, 230 

.. 136 

142, 220 

212, 222 

99 

65 

23 

9 

16 

8 

3,27 

162, 176 

113, 116 



200, 
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PAGE 

Ferranti, Messrs., on Edge- Wound Strip 49 

" " on Heating in Strip Winding 66 

Field-magnet Bobbins, Calculation of Heating . . . . 170, 185 

Windings . . 51, 52, 53, 167 

" ** Construction of 57 

" " Heating of 65, 67 

" " Ventilation of 61 

Fischer-Hinnen, J., on Dynamo Losses 120 

" " on Proper Number of Poles 137 

" " on Rules for Fringing 35 

Flux, Magnetic 3 

** " Useful 17 

Flux-Density 3, 6, 178, 213 

" Apparent and Actual 32 

" Average 136, 178 

Forbes, George, Rules for Permeance 25 

Forces, Centrifugal 144 

Formers used for Winding Coils 58 

Former- wound Arrnature Coils . . . . . . 102, 198, 232 

Frequency of Magnetic Reversals .. .. 11,115,149,155,211 

Friction, Coefficient of, at Commutator . . . . . . 119, 169 

at Commutator 143, 169, 184, 213 

Loss of Energy due to . . . . 114, 119, 120, 144, 170, 184, 230 
Fringing, Allowance for 28, 35, 163, 177 



a. 

Ganrr & Co., Method of Fixing Coil Ends 59 

" Space-Factor in Slots 46 

Gap, Air, Determination of 39,152,153,211 

Gap-Coefficients 28, 37, 163 

General Electric Co. (Schenectady), Fluxes in Dynamo of . . 22 

" " " Method of Insulating Coils . . 60- 

" " " Multipolar Generators, 

139, 142, 208, 209, 214 
" " " Efficiency Curves . . . . 12 r 

German Silver .. - .. .. 133 

Glass 71, 72" 

" and Sulphur 77 

Goldsborough, W. E., on Distribution of Flux in Cores . . . . 38 

" " on Stray Field 26 

Gutta-Percha 71 
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Heat- Waste in Magnetization 9, 11, 14, 115 

Calculation of (^see also Iron Losses) . . . . 168, 185 
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Oxidation. — Oxidation of metals. Flnxes. Anti^xidizers. 
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Reducing flame. 

Heat. — Transmission. Conduction. Capacity of metals. Radiation. 
Application. 

The Process. — The work table. The joint. Applying solder. Apply- 
ing heat. The use of the blowpipe. Making a ferrule. Joints. 
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soldering with a forge or hearth. Hard soldering with tongs. 
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storing color to gold. Chromic add. Steel springs to mend. 
Sweating metals together. Retaining work in position. Making 
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Railroad Curves 

^ AND j< 

Earthwork. 



By C FRANK ALLEN. S. B., M. Am. Soc. C E. 

Prof. Railroad Engineering Mass. Inst, of Tech. 



The book has been written to meet the needs of Students in 

Engineering Colleges, and has been used in the Author*s classes 

for a number of years. It will also be found useful to engineers in 
;3ractice in the field. 



SYNOPSIS OF CONTENTS. 



Chapter I. Reconnoissance. 
*• II. Preliminary Survey. 
** III. Location Survey. 
•• IV. Simple Curves. 
" V. Compound Curves. 
•* VI. Reversed Curves. 
•* VII. Parabolic Curves. 
•• VIII. Turnouts 

IX. •*¥" Tracks and 

Crossings. 
** X. Spiral Easement 

Curve. 



Chapter XI. Setting Stakes for 
Earthwork. 

* * XII. Methods of Comput- 
ing Earthwork. 

*' XIII. Special Problems in 
Earthwork. 

** XIV. Earthwork Tables. 

'* XV. Earthwork Dia. 

GRAMS. 

** XVI. Haul. 
**XVII. Mass Diagrams. 



TABLES AND DIAGRAMS. 

Table for three-level sections. Base 14 in., slope li to i. With 
Dage diagram. 
able for three-level sections. Base 20 in., slope li to i. With 



2 page diagram. 

Table of Prismoidal Corrections. With 2 page diagram. 

Table, Triang^ular Prisms. S. in cu. yds., for 50 ft. in length. 
With 2 page diagram. 

1 94 PAGES. 1 26 ILLUSTRATIONS. 
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CONTENTS. 
Symbols and the signs of operation. The equation and the im« 
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involution, exponents, negative exponents, roots, and the use of ex- 
ponents as logarithms. Logarithms. Tables of logarithms and 
proportional parts. Transportation of systems of logarithms. Com- 
mon uses of common logarithms. Compound multiplication and the 
binomial theorem. Division, fractions and ratio. Rules for division. 
Rules for fractions. Continued proportion, the series and the sum- 
mation of "^e series. Examples. Geometrical means. Limit of 
series. Equations. Appendix. Index. 104 pages, i2mo, cloth, 60c. 



See also Algreliraic Signna. Spons' Dictionary of Engineering 
No. 2. 40 cts. 

See also Calcmlus, Supplement to Spons' Dictionary No. 5. 
75 cts. 

BarlO'W'tt XaMea of squares, cubes, square roots, cube roots, 
reciprocals of all numbers up to 10,000. A thoroughly reliable work 
of 200 pages, i2mo, cloth, $2.50. 

I^Ogfaritlmia* — Tables of logarithms of the natural numbers 
from I to 108,000 with constants. By Charles Babbage, M.A. 220 
pages, 8vo, cloth, $3.00. 
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ELEMENTARY 

Prhctidhl JlIflTUBniflTICS 

By M. T. ORMSBY, 

Demonstrator In Civil and Municipal Engineering and Surveying at Uni- 
versity College, London. 



A Text Book specially intended for students in Civil 
Engineering:. 

The main ideas which have been aimed at are : 

To insert nothing the student will have to unlearn, but rather to 
encourage him in his studies of mathematics. 

To insist upon the necessity for neatness and method in all calcu- 
lations for practical purposes, and to remind him always to check his 
results in every possible way. 

To reason out the proof with the student instead of giving him the 
bare steps in the proof. 

To work gradually up to those parts of the subject which the 
writers experience leads him to believe students have the most diffi- 
culty in understanding. 

To arrange the matter so that the different chapters can be read 
concurrently. 

CONTENTS OK CHA.F»XBRS. 

I. Arithmetic (67 pp.). 2. Algebra (77 pp.). 3. Plane Geometry 
(62 pp.). 4. Plane Trigonometry (80 pp.). 5. Solid Geometry (6 pp ). 
6. Mensuration and Elementary Physics (47 pp.)« 7. Differential 
and Integral Calculus (40 pp.). 

Appendix. — Miscellaneous Examples, Examination Tables, An- 
swers to Examples, with many problems fully worked out, Index. 

XII + 410 Pages, 128 Diasrrams. S% x 5>^ Inches. 
Cloth, $8.00.* 
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THE ENGINEERS' SKETCH-BOOK 

OF 

Mechanical Movements, Devices, Appliances, 
Contrivances and Details. 

EMPLOYED IN THE DESIGN AND CONSTRUCTION OF MACHINERY FOR EVERY 
PURPOSE CLASSIFIED AND ARRANGED FOR REFERENCE FOR THE 
USE OF ENGINEERS, DRAUGHTSMEN, MANAGERS, ME- 
CHANICS, INVENTORS, PATENT AGENTS AND ALL 
ENGAGED IN THE MECHANICAL ARTS. 

BY 

THOMAS WALTER BARBER, M.E. 

Third Edition^ greatly enlarged and brought up to aate, 

335 pages, with descxiptive notes ajid memoranda, and 2,603 
illustrations, 8vo, doth. Price, $4.00. 



CONTENTS. 



Accumulators. Adjusting devices. Anchoring:. Anti.frictioii 

bearings. Apparatus for drawing curves. Automatic cut-off. 
Balance weights. Ball and socket joints. Beam-engine diagrams. 
Bearings. Bed plates, foundations. Belt gearing, licit pulleys. 
Blowing and exhausting. Boilers, types of. Bblts, etc. Boring, 
drilling, etc. Brakes and retarding appliances. Cams, tappets and 
wipers. Carriages, cars. etc. Centres. Centrifugal force, applica- 
tions of. Chains, links and couplings, Chopping, slicinsf and mine- 
ing. Chucks, grips and holders. Circular ana reciprocating motion. 
Clutches. Compensating and balance weights. Concentrated power. 
Concentrating and separating. Condensmg and cooling. Connect- 
ing rods and links. Contracting and expanding. Conveying mes- 
sages, etc. Conveying motion and movable ports. Conveyors. 
Cotters, etc. Couplings. Couplings for shafting. Covers, doors, 
^tc. Cranes, types of. Cranks and eccentrics. Crushing, rolling 
And disintegratmg. Curves, apparatus for drawing. Cushioning* 
Cutting tools. Differential gear. Disintegrating. Doors, covers, 
manholes. Drawing and rolling metals, etc. Drawing curves, etc., 
apparatus for. Drilling, boring, etc. Eccentrics. Elastic wheels. 
Elliptical motion. Engines and boilers. Engines. Exhausting aup 
blowing. Expanding and contracting devices. Fastening wheels 



Digitized by 



Google 



The Design and Construction 

OF 

Oiix Engines. 



WITH FULL DIRECTIONS FOR 



erecting, tc$tiii9» lit$taiiing» KHnniiig ana Kepaiiiitd* 

Inclnding descriptions of American and Englisli 

KEROSENE OIL ENGINES. 



Bj A. H. GOI^DINGHAM, H.B« 



Synopsis of Contents of Chapters: 

I. Introductory ; classification of oil engines : vaporizers ; ignition 
and spraying devices ; different cycles of valve movements. 2. On 
design and construction of oil engines ; cylinders ; crankshafts : con- 
necting rods ; piston and piston rings ; fly wheels ; air and exhaust 
cams, valves and valve boxes ; bearings ; valve mechanism, gearings 
and levers ; proportions of engine frames ; oil-tank and filter ; oil 
supply pipes : different types of oil engines ; cylinders made in more 
than one piece ; single cylinder and double cylinder engines ; crank- 
pin dimensions ; fitting parts ; assembling of oil engine ; testing 
water jackets, joints, etc, 3. Testing tor leaks, faults, power, 
efficiency, combustion, compression ; defects as shown by indicator ; 
diagrams for setting valves ; how to correct faults ; indicator fully 
described; fuel consumption test, etc. 4. Coding water tanks; 
capacity of tanks ; source of water supply ; system of circulation ; 
water pump ; exhauat silencers ; self starters ; utilization of waste 
heat of exhau<%t 5. Oil engines driving dynamo ; installation of 
plant ; direct and belt connected ; belts ; power for electric lighting ; 
loss of power. 6. Oil engines driving air compressors ; direct con- 
nected and geared ; table of pressures ; pumping outfits ; oil engines 
driving ice and refrigeration outfits. 7. Full instructions for run- 
ning different kinds of oil engines. 8. Hints on repairs ; adjustment 
of crank-shaft and connecting rod bearing ; testing oil inlet valves 
and pump ; fitting new spur gears, etc. q. General descriptions with 
illustrations of American and English oil engines ; methods of work- 
ing ; portable oil engines, etc., etc. Index and tables. 

XIII. + 196 passes. 7i z 5i. 79 illustrations, cloth, $2.00 
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With /nstruct/ons for Care and Working of the Same. 
By 6. LIECKFELD, C.E. 

TRANSLATED WITH PERMISSION OF THE AUTHOR BY 

Geo. Richmond, H.E. 

TO WHICH HAS BEEN ADDED FULL DIRECTIONS FOR THE RUNNING OP 

OIL ENGINES. 



CONTENTS. 
Choosing and installing a gas engine. The construction of good 
gas engines. Examination as to workmanship. As to running. As 
to economy. Reliability and durability of gas engines. Cost of in- 
stalling a gas engine. Proper erection of a gas engine. Construc- 
tion of the foundation. Arrangement for gas pipes. Rubber bag. 
■*^ Qcking devices. Exhaust pipes. Air pipes. Setting up gas en- 
g». es. Brakes and their use in ascertaining the power of gas en- 
gines. Theory of the brake. The Brauer band brake. Arrange- 
ment of a brake test. Explanation of the expressions ** Brake 
Power'* and ** Indicated Power." Comparisons of the results of the 
brake test and the indicated test. Quantity of work consumed by 
external friction of the engine Distribution of heat in a gas engine. 
Attendance on gas engines. General remarks. Gas engine oi*. 
Cylinder lubricators Rules as to starting and stopping a gas engine. 
The cleaning of a gas engine. General observations and specific ex- 
amination for defects. Different kinds of defectives. The engine 
refuses to work. Non-starting of the engine. Too much pressure 
on the gas. Water in the exhaust pot. Difficulty in startmg the en- 
gine. Clogged slide valve. Leaks in gas pipes. Unexpected 
stopping of engine. Irregular running. Loss of power. Weak g as 
mixtures. Late ignition. Cracks in air inlet. Back firing. Knock- 
ing and pounding inside of engine. Dangers and precautionary 
measure in handling gas engines. Examination of gas pipes. Pre- 
cautions when : —Opening gas valves. Removing piston from cylin- 
der. Examining with light openings of gas engmes. Dangers in 
starting. Dangers in cleaning. Safeguards for fly-wheels. Danger 
of putting on belts. Oil Hng^ines. Gas engines with producer 
gas. Gasoline and oil engines The " Homsby-Akroyd * oil engine. 
Failure to start. Examination of engine in detail. Vaporizer valvi 
box. '^ Full detailed directions for the management of Oil En^nea. 
Concluding remarks 120 pages, ^ustrated, i2mo. cloth, ii.oc 
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AN ELEMENTARY TEXT-BOOK 

ON 

STEAM ENGINES AND BOILERS, 

USE OF STUDENTS IN SCHOOLS AND COLLEGES.' 

BY 

J. H. KINEALY. 

Professor of Mechanical Engineering^ Washington University^ 



Illustrated with Diagrams and Numerous Cuts, Showingr American Types 
and Details of Engines and Boilers. 



This book is written solely as an elementary text-book for the use of be- 
ginners and students in engineering, but more specially for the students in 
the various universities and colleges in this country. 

No attempt has been made to itU everything about any one particular 
subject, but the author has endeavored to give the student an idea of 
elementary thermodynamics, of the action ol the steam in the cylinder of 
the engine, of the motion of the steam valve, of the differences between the 
various types of engines and boilers, of the generation of heat by combus- 
tion, and the conversion of water into steam. 

Care has been taken not to touch upon the design and proportion of the 
various parts of engines and boilers for strength ; as, in the opinion of the 
writer, that should come after a general knowledge of the engine and 
boiler has been obtained. 

In the derivation of some of the formalae in thermodynamics, it has been 
necessary to u«^e the calculus, but the use of all mathematics higher than 
algebra and geometry has been avoided as much as possible. 

An earnest endeavor has been made to present the subject in a clear 
and concise manner, using as few words as possible and avoiding all 
padding. 

Contents of Chapters. 

• 

Chapter I. — Thermodynamics ; First Law of Thermodynamics ; Work, 
Power ; Unit of Heat ; Mechanical Equivalent ; Application of Heat to 
Bodies ; Second Law of Thermodynamics ; Specific Heat ; Absolute Tem. 
perature ; Application of Heat to a Perfect Gas ; Isothermal Expansion ; 
Adiabatic Expansion ; Fusion ; Vaporisation ; Application' of Heat to 
Water; Superheated Steam. Chapter II. — Theoretical Heat Engine ; 
Cycle ; Thermodynamic Efficiency ; Perfect Gas Engine ; Perfect Steam 
Engine ; Theoretical Diagram of the Real Engine ; Clearance ; Efficiency 
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STEAM ENGINES AND BOILERS. 



of the Actual Engine. Chapter III. — Classification of Engines ; Plain 
Slide Valve Engines ; Automatic High Speed Engines ; Corliss Engines ; 
Cylinder and Valve Chest ; Piston ; Cross-head ; Connecting Rod ; Crank ; 
Main Bearings ; Eccentric ; Governors. Chapter IV. — Opening and 
Closing the Ports by the Valves ; Relative Movements of the Piston and 
Valve ; Balanced Slide Valve ; Piston Valve ; Multiple Admission Valve ; 
Meyer Valve ; Corliss Valve ; Link Motion. Chapter V.— Zeuner Valve 
Diagram ; Valve Diagram Problems ; Effect of the Obliquity of the Con- 
necting Rod on the Point of Cut-Off ; Swinging Eccentrics. Chapter VI. 
— Indicators ; Adjustments and Connections of Indicators ; Reducing Mo- 
tions ; Cord for Indicator ; Taking the Indicator Card ; To Determine 
the Horse-power from the Indicator Card ; To Find the Ratio of Clearance 
of the Engine from the Indicator Card ; To Find the Weight of Steam 
used per Hour per Horse-power ; Interpretation of the Action of the Valves 
from the Appearance of the Indicator Card. Chapter VII. — Compound 
Engines ; Tandem Compound Engines ; Cross Compound Engines ; Ratio 
of Cylinders of Compound Engines ; The Horse-power of Compound En- 
gines ; Condensers ; Effect of the Condenser on the Power of the Engine ; 
Amount of Condensing Water Required. Chapter VIII. — Steam Making ; 
Steam Required per Hour ; Heat Required per Hour ; Fuel required per 
Hour ; Air Required for Combustion ; Rate of Combustion ; The Furnace; 
Firing the Furnance ; Mechanical Stokers : Hawley Down-Draft Furnace. 
Chapter IX.— Types of Boilers ; Old Types of Boilers ; Return Fire-Tube 
Boilers ; Water-Tube Boilers ; Vertical Boilers ; Marine Boilers ; Rating 
of Boilers ; Appendages to a Boiler ; Settings of Boilers. Chapter X — 
Chimneys ; Draft of Chimneys ; Velocity of the Gases Passing Through 
the Chimney. 

APPENDIX.— Care of Boilers. 

To Prevent Accidents ; To Save Fuel ; To Lengthen the Life of the 
Boiler. 

TABLES. (SPACES.) 

The Properties of Steam ; Hyperbolic Logarithms ; Factors of Evapora- 
tion ; Heating Power of Fuels. 

XMIRD EDIXION. 

The author has thoroughly revised this work and brought it up to 
date (190 [) making such changes in the text as he deemed necessary. 
He has also added 22 pages of new engineerinja: problems. Some of 
these are fully worked out. while the remainder have answers given. 
There are also a number of new diagrams. VIII 4- 259 pages, 6x9^. 
109 illustrations, cloth, $2.oot. 
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Loi Pressure Steam Heating 

FOR THE USB OF 

ENGINEERS, ARCHITECTS, CONTRACTORS AND 
STEAM FITTERS. 

By J. WL. KINEALV, ni.£. 

M, Am. Soc, M, £,, M, Am, Sac. o/H, and V, Eng'rs^ (fc, b^c. 



The author has long been in the habit of using charts to aid him 
in his work. Knowing the value of them in saving time, simplifying 
work and ensuring correct calculations he feels confident that they 
will be appreciated by engineers, architects and contractors, for whose 
benefit they have been compiled. Care has been taken to make the 
charts as clear and as easily understood and, above all, as accurate as 
possible. They have been based upon theoretical considerations, 
modified by what is considered to be good practice in this country. 



Chart i.— This chart is for determining the number of square feet 
of heating surface of a low pressure steam heating system, pressure 
not to exceed 5 lbs. per square inch by the gauge, necessary to 
supply the heat lost through the various kinds of wall surfaces of 
rooms. The chart is divided into four parts. Chart 2. — For deter- 
mining the diameters of the supply and return pipes for a heating 
system Chart 3. — For finding the number of square feet of boiler 
heating surface and the number of square feet of grate surface for 
a boiler that is to supply steam to a steam heating system. Chart 4. — 
For determining the area of the cross section of a square flue, or the 
diameter of a round flue, leading from an indirect radiation heater to 
the register in a room to be heated. 

Full details are given for the use of these cards. 

These four charts are printed on heavy white card-board and bound 
together with cloth, size 13 in. by (^% in., $1.00]:. 

These cards are securely packed for mail and sent to any partot 
the world on receipt of price. 
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Homr TO WLvn 

BNGINBS AND BOILBRS. 

Jlem Edition With a Section on Water Tube Boilers. 
Practical Instruction for Young Engineers and Steam Usera. 

By EGBERT POMEROY WATSON. 

Synopsis of Contents, 

Cleaning the boiler, removing scale, scale preventers, oil in boilers, 
braces and stays, mud drums and feed pipes, boiler fittings, grate 
bars and tubes, bridge w^lls. the slide valve, throttling enj^ine, the 
piston, testing the slide valve with relation to the ports, defects of 
the slide valve, lap and lead, the pressure on a slide valve, stem 
connections to the valve, valves off their seats, valve stem guides, 
governors, running with the sun. eccentrics and connections, the 
crank pin, brass boxes, bearings on pins, adjustment of bearings, 
the valve and gearing, setting eccentrics, the actual operation, 
return crank motion, pound mg, the connections, lining up engine8| 
making joints, condensing engines, Torricelli*s vacuum, proof or 
atmospheric pressure, pumps, no power in a vacuum, supporting a 
water column by the atmosphere, starting a new plant, &c., &c. 

Water tut>e boilers, fire tube boilers, why water tube boilers steam 
rapidly, torpedo boat boilers, management of water tube boilers, 
economy and maintenance of water tube boilers, different types of 
water tube boilers. i60 pages, Ulustrated, 12mo, clotf*. $1.00. 



THE FIREMAN'S GUIDR 

A Handbook on tiie Care and Management o ' Boi/ere, 

By KARL P. DAHLSTROM, M.E. 

Contents of Chapters. 

I. Firing and Economy of FueL— Precautions before and 

after starting the fire, care of the lire, proper firing, draft, smoke, 
progress of nring, fuel on the grate, cleaning out. cleaning grate 
bars and ash pan, dampers, firing into two or more furnaces, dry 
fuel, loss of heat. 

II. Feed and Water Line.— Feeding, the water line, false 
water line, defective feeding apparatus, formation of scale, guage 
cocks, glass guage. the float, safety plug, alarm whistle. 

111c Low Water and Foaming or Priming.— Precautions 
when water is low, foaming, priming. 

IV. Steam Pressure.— steam gauge, safety valves. 

V. Cleaning and Blowing? Out.— Cleaning the boiler, to 
examine the state of the boiler, blowing out, refilling the boiler. 

VI- General Directions,— How to prevent accidents, repairs, 
the care of the boiler when not in use, testing boilers, trimming ana 
(leaning outside. Sammary of rules. IndesL. evo. dotlie iO cents. 
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ABC OF THE 

Steam Engine 

WITH A DESCRIPTION OF THE 

Automatic Shaft Governor. 

By J. P. LISK, M.E. 
WITH SIX LARGE SCALE DRAWINGS. 

A practical hand-book for Firemen Helpers and Young Engineers, 
giving a set of detail drawings all numbered and lettered and with 
names and particulars of all parts of an up-to-date American High 
Speed Steam Engine. Also a large drawing and full description of 
the Automatic Shaft Governor. With notes and practical hints. 

This work will prove of great help to all young men who wish 
to obtain their Engineer's License because it is 

Easy to Understand, Easy ta Remember, 

and gives the Latest American Practice. 

I. Longitudinal Section Through Cylinder, and Top View of High Speed Hori- 
zontal Steam Engine. 

II. bide Flevation of High Speed Horizontal Steam Engine. 

III. Detail Drawing of Connecting Rod and Piston of High Speed Horizontal 
Steam Engine. 

IV. Detail of Piston Valve; Eccentric Strap and Rod, Valve Stenr. Guide; 
and Eccentric of High Speed Horizontal Steam Engine. 

V. Detail of Crosshead. Crosshead Slipper, Wrist Pin; Crank Pin; Stuffing 
Box, etc., of High Speed Horizontal Steam Engine, 

VI. Detail of Centrifugal Automatic Governor for High Speed Horizontal 
Steam Engine. 

Copies mailed, post-paid, to any address on receipt of Fifty Cents. 

Diagram of the Corliss Engine. 

A large engraving giving a Longitudinal Section of the Corliss 
Engine Cylinder, showing relative positions of the Piston, Steam 
Valves, Exhaust Valves and Wrist Plates when cut-ofT takes place 
at } stroke for each 15 degrees of the circle. With full particulars. 
Reach-rods and Rock. shafts. The Circle explained. Wrist plates 
and Eccentrics. Explanation of Figures, etc., etc. Printed on 
heavy ledger paper, size 13 in. x 19 in. Price. 25 Cents each 
Special Price on a Quantity, 
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THE CORLISS ENGINE 

By JOHN T. HBNTHORN. 

—AND— 

MANAGEMENT of the CORLISS ENGINE 

By CHARLES D. THURBER. 
A Praelleal Handbook for En^eers and their Aidstants. 

THIRD EDITION, WITH AN APPENDIX. 



TABLE OP CONTENTS. 

Chapter I. — Introductory and Historical; Steam Jacketing. 

Chapter II. — Indicator Cards. 

Chapter III. — Indicator Cards continued; the Governor. . 

Chapter IV.— Valve Gear and Eccentric; Valve Setting. 

Chapter v.— Valve Setting continued, with diagrams of tam«; 
Table for laps of Steam Valve. 

Chapter VI. — Value Setting continued. 

Chapi'eb VII. — ^Lubrication with diagrams for same. 

Chapter VIII. — Discussion of the Air Pump and its Management. 

Chapter IX. —Care of Main Driving Gears; best Lubricator for 
same. 

Chapter X.— Heating of Mills by Exhaust Steam. 

Chapter XI.— Engine Foundations; diagrams and templets for 
same. 

Chapter XII. — Foundations continued; Material for same, etc. 

06 Pages. 52 Illustrations. 1 2mo. Cloth, $1. CO 



Slide a.ncl Piston-Valve Geared 

STEK7VI ENGINES. 

Forming the Svplementary Volume to CORLISS ENGINES. 

By W. H. UHLAND. 

Translated by ANA TOLE TOLHA USEN, C, E, 



Engines working with ordinary Slide Valve Gears— Various forms 
of Slide Valves — Steam Engines fitted with simple Slide Valve Gears 
working non-expansively or with fixed expansions — Vertical Engine- 
Tyres — Engines working with one Slide but with variable expan- 
sion — Engines working with two or more Slide Valves — Engines 
fitted with Meyer Valve Gears adjustable by hand— Piston Valve 
Gears and balancing arrangements — Reversing Gears, &c. 
In two vols., profusely Illustrated with large scale draw- 
ings, half morocco, $14<.00. 
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SPON it CHAMBERLAIN PRACTICAL HANDBOOKS 



The Slide Valve 

SIMPLY explained. 

By W.J. TENNANT, Asso. M. Inst. Mech. E. 

The work has been thoroughly revised and enlarged 
in accordance with the present American Practice. 

By J. H. KINEALY, D. E., M. Am. Soc Mech. E. 



The work is based upon notes and diagrams which were prepared 
by Mr. Tennant in his lectures to his classes of working engineers 
and students towards the obtainment of clear general notions upom 
the Slide Valve, its design, varieties, adjustments and management. 
They have been revised and considerably added to and in this form 
the authors believe they will be of considerable value to aU 
engineers and others interested in steam engines. 



CONTE^rrS OF CHAPTERSi. 

I. The Simple Slide. 

II. The Eccentric a Crank. Special Model to give Quantitative 

Results. 

III. Advance of the Eccentric. 

IV. Dead Centre. Order of Cranks. Cushioning and Lead. 

V. Expansion— Inside and Outside Lap and Lead; Advance 

affected thereby. Compression. 

VI. Double-ported and Piston Valves. 

VII. The Effect of Alterations to Valve and Eccentric. 

VIII. Note on Link Motions. 

IX. Note on very early cut-off, and on Reversing Gears in 

geneml. 

The illustrations aim to cover the different kinds of Slide Valves^ 
and the circular diagrams will prove a novel feature. 

88 Paires. 41 Ulnstrations 12mo. Cloth. $1.00 
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THEORETICAL ANT) PRACTICAL 

Ammonia Refrigeration. 

A Work of Reference J or Engineers and others Employed in the Manage^ 
meni of Ice and Refrigeration Machinery, 

BY ILTYD I. REDWOOD, 

Assoc. Mem. Am. Soc, of M. E.; Mem, Soc, Chem, Indus, Ensr. 



CONXBNXS. 



B. T. U. Mechanical Equivalent of a Unit of Heat. Specific Heat. E£Fect of Pres- 
•ore on Specific Heat of Ammonia Gas. Specific Heat of Air vrith Constant Pressure. 
Specific Heat of Air irith Constant Volume. Latent Heat. Latent Heat of Liquefaction. 
Latent Heat of Vaporization. Latent Heat of Water. Absolute pressure. Absolute 
Temperature. Absolute Zero. Effect of Pressure on Volume of Gases. Theory of Re- 
frigeration. Freezing by Compressed Air. Freezing by Ammonia. Characteristics of 
Ammonia. Explosiveness. Tendency of the Gas to Rise. Solubility in Water. Action 
on Copper. 26<* Ammonia. Anhydrous Ammonia. The Compressor. Stuffing- Boxes. 
Special Lubrication. Oil for Lubrication. Clearance Space, etc. Suction and Discharge 
Valves. Effect of Excessive Valve-Lift. Regulation of Valve-Lift. Separator, Conden. 
ser. Condenser- Worm, Receiver. Refrigerator or Brine Tank. Size of Pipe and Area of 
Cooling Surface. Expansion Valves. Working Details— Charging the Plant with Ammo- 
nia. Jacket* Water for Compressor. Jacket- Water for Separator. Quantity of Condens- 
ing Water Necessary. Loss due to Heating of Condensed Ammonia. Superheating Am- 
monia Gas. Cause of Variation in Excess Pressure. Use of Condensing Pressure in De- 
termining Loss of Ammonia by Leakage. Cooling Directly by Ammonia. Brine. Freez- 
ing Point of brine. Effect of Composition on Freezing Point. Effect of Strength on 
Freezing Point. Suitableness of the Brine. Making Brine. Specific Heat of Brine. 
Regulation of Brine Temperature. Indirect Effect of Condensing Water on Brine Tem- 
perature. Directions for Determining Refrigerating Efficiency. Equivalent of a Ton of 
Ice. Compressor Measurement of Ammonia Circulated. Loss of Well- Jacketed Com- 
pressors. Loss in Double Acting Compressors. Distribution of Mercury Wells. Exam- 
ination of Working Parts. Indicator Diagrams. Ammonia Figures— Effectual Displace- 
mene Volume of Gas. Ammonia Circulated per Twenty-Four Hours. Refrigerating 
Efficiency. Brine Figures— Gallons Circulated. Pounds Circulated. Degrees Cooled. 
Total Degrees Extracted. Loss due to Heating of Ammonia Gas. Loss due to Heating 
of Liquid Ammonia. Calculation of the Maximum Capacity of a Machine. Preparation 
of Anhydrous Ammonia. Construction of Apparatus. Condenser-Worm. Why Still ts 
Worked under Pressure. Best Test for Ammonia. Water from Separators. Lime for 
Dehydrator. Yield of Anhydroiu from q.(P Ammonia. Index. 

150 PageSi 15 Illustrations and 24 Pages of Tables^ 
i2mo, Cloth, $1.00. 
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JU8X PUBI^ISHEP. 

LUBRICANTS, 
OILS AND GREASES. 

TREATED THEORETICALLY AND GIVING PRACTICAL 
INFORMATION REGARDING THEIR 

COMPOSITION, USES AND MANUFACTURE. 

A PRACTICAL GUIDE FOR MANUFACTURERS, ENGINEERS, 
AND USERS IN GENERAL OF LUBRICANTS, 

By ILTYD I. REDWOOD. 

AModate Member American Society of Mechanical Engineers; Member Society Chemioal 

Indoitries (England); Author of 'Theoretical and Practical Ammonia Refrigeration/ 

and a 'Practical Treatise on Mineral Oils and Their By-Prodrcts/ 



CONTENTS. 

iNTRODUonoN.— Lubricants. 

THEORETICAL. 
Chapter I. — Mineral Oils : American and Russian ; Hydrocarbons. 
Chaptbr II.— Fatty Oils : Glycerides ; Vegetable Oils ; Fish Oils. 
Chapter III. — Mineral Lubricants ; Graphite ; Plumbago. 
Chapter IV.— Greases : Compounded ; •• Set " or Axle ; *' Boiled *• 
or Cup. 
Chapter V.— Tests o£ Oils: Mineral Oils. Tests of Oils: Fatty Oils. 

MANUFACTURE. 

Chapter VL— Mineral Oil Lubricants: Compounded Oils; De- 
bloomed Oils. 

Chapter VII.— -Greases : Compounded Greases; "Set" or Axle 
Greases ; Boiled Greases ; Engine Greases. 

Appendix.— The Action of Oils on Various Metals. Index. 

Tables : I.— Viscosity and Specific Gravity. II.— Atomic Weights, 
ni.— Origin, Tests, Etc. of Oils. IV.— Action of Oils on Metals. 

List of Plates : I— I. I. Redwood's Improved Set Measuring 
Apparatus II.— Section Grease Kettle. III.— Diagram of Actioo 
of Oils on Metals. 

8yo. Cloth* $1.60. 
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SMALL 

ACCUMULATORS. 

HO^r MADB AND U8BD. 

Aa Elementary Haodboek for the Use of Amateurs and Stiutenti. 
Bj IPERCIYAL. MARSMAL.L., A.I.M.B- 



Contents of Chapters. 
I.— The Theory of the Accumulator. 
n. — How to make a 4- Volt Pocket Accumulator. 
III. — How to make a 32- Ampere- Hour Accumulator. 
IV.— Types of SmaU Accumulators, 
V. — How to Charge and Use Accumulators. 

VI.— -Applications of SmaU Accumulators, Electrical Novelties, 
etc. Glossary of Technical Terms. 

80 Passes, 40 Illus.t lamo, Clotbt 50c. 

The Magneto-Telephone. 

Its Construction, 

FITTING UP AND ADAPTABILITY TO EVERY DAY USE. 

By NOBMAX HUGHES. 



Contents of Chapters. 
Some electrical considerations : I. —Introductory II.— Construc- 
tion. HI. — Lines, Indoor Lines. IV. — Signalling Apparatus. 
V. — Batteries. Open Circuit Batteries. Closed Circuit Batteries. 
VI. — Practical Operations. Circuit with Magneto Bells and Light- 
ning Arresters. How to test the Line. Push-Button Magneto Cir- 
cuit. Two Stations with Battery Bells. VII.— -Battery Telephone. 
Battery Telephone Circuit. Three Instruments on one line. 
VIII.— General remarks. Index. 

80 Pasre^y 93 Illustrations, xanio, Itandaome 
clotli Uinding:, l^x.oo. In paper <M>TcrS9 50c. 
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A NEW BOOK— Latest American Practice. 



El-ECXRIC 

IGHTING 




HOW TO INSTALL 

ELECTRIC GAS IGNITING APPARATUS 

INCLUDING THE 

JUMP SPARK AND MULTIPLE SYSTEMS 

FOR USE IN 

Houses, Churches, Theatres, Halls, Schools, Stores, 
or any large building. 

Also the care and selection of suitable Batteries, '\^Mring and Repairs 

By H. S. NORRIE. 

{Author of Induction Coils and Coil Making.) 



Contents of Cliapters : 

I. Introduction. Means of producing Sparks, Induction. Induc- 
tion Coils. 2. Application of Induction Coils to Gas Lighting. 
Forms of burners used, pendant, rachet, stem, Welsbach, Automatic, 
Burners for Gasolene and Acetylene. 3 How to connect upappa- 
ratus. Wiring a bouse. Locating breaks or short circuits. Wiring 
in finished houses. General remarks. 4. Primary coils and safety 
devices. '. How to wire and fit up different systems for lighting of 
lai„> buildings. 6. The selection of suitable batteries for gas light- 
ing, repairs, mamtenance. etc. 

VIII +- 100 pages, 57 illustrations and 

4iagrams aad drawings. Cloth, 50c. 
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EVERYBODY'S BOOK ON ELECTRICITY . 

PRACTICAL ELECTRICS. 

A UNIVERSAL HANDY-BOOK 

ON 

EVERYDAY ELECTRICAL MATTERS. 



RIKTTH EDITION. 



CONTENTS. 
Alarms, — Doors and Windows ; Cisterns ; Low Water in Boilers ; Time 
Signals ; Clocks. Batteries, — Making ; Cells ; Bichromate ; Bunseu ; CaU 
lan's ; Copper-oxide; Cruikshank's-; Daniel's; Granule carbon; Groves; 
Insulite ; Leclanch^ ; Lime Chromate ; Silver Chloride ; Smee ; Thermo- 
electric. jff<'//r — Annunciator System ; Double System ; and Telephone; 
Making ; Magnet for ; Bobbins or Coils ; Trembling ; Single Stroke ; 
Continuous Ringing. Connections, Carbons, Coils Induction ; Prim- 
ary ; Secondary ; Contact-breakers ; Resistance. Intensity Coils. — Reel; 
Primary ; Secondary ; Core ; Contact-breaker ; Condenser ; Pedestal ; 
Commutator; Connections. Dynamo- Electric Machines — Relation of 
Speed to Power ; Field-Magnets ; Pole-pieces ; Field-magnet Coils ; 
Armature Cores and Coils ; Commutator Collectors and Brushes ; Relation 
of size to efficiency ; Methods of exciting Field-Magnets ; Magneto-Dyna- 
mos ; Separately excited Dynamos ; Shunt Dynamos ; Organs of Dyna- 
mos as constructed in practice ; Field-Magnets ; Armatures ; Collectors ; 
Brush Dynamo ; Second Class ; Alternate Currents ; Third Class. Fire 
Risks, — The Dynamo ; Wires ; Lamps ; Danger to persons. Measuring, 
— Non-Registering Instruments ; Registering Instruments. Microphones* 
— Construction, &c. Motors. — ^Application ; for Railways; Phonographs 
Photophones, Storage — Plates. 7Vr/«/«fl/j.— Charging. Telephones,-^ 
Forms ; Circuits and Calls ; Transmitter and Switch ; Switch for Simplex. 

135 PAGES. 126 ILLUSTRATIONS. 8 VO. 

Cloth, 75 Cents. 



Digitized by 



Google 



AN AMERICAN BOOK. 



Second edition thoroughly revised, greatly enlarged and brought up 
to latest American Practice, 



By H. S. NORRIE. 

(NORMAN H SCHNEIDER) 



Considerable space in the new matter is g^ven to the following t 
Medical and bath coils, gas engine and spark coils, contact breakers, 
primary and secondary l»atteries; electric gas lighting; new method 
of X-ray work, etc. A complete chapter on up-to-date wireless tele- 
graphy; a number of new tables and 35 original illustrations. Great 
care has been given to the revision to make this book the best Amer- 
ican work on the subject. A very complete index, contents, list of 
illustrations and contents of tables have been added. 

Contents of Chapters. 

I. Construction of coils; sizes of wire; winding; testing; insula- 
tion; general remaiks; medical and spark coils. 2. Contact breakers. 
3. Insulation and cements. 4. Construction of condensers. 5. Ex- 
periments. 6. Spectrum analysis. 7. Currents in vacuo ; air pumps. 
3. Rotating effects. 9. Electric gas lightiLg; in multiple; in series. 
10. Primary batteries for coils; varieties; open circuit cell^; closed 
circuit cells; solutions. 11. Storage or secondary batteries; construc- 
tion; setting up; charging. 12. Tesla and Hertz effects. 1 3. Roent- 
gen Radiography. 14. Wireless telegraphy; arrangement of circuits 
of coil and coherer for sending and receiving messages; coherers; 
translating devices; air conductors; tables; contents; index. 

XII + 270 Pages, 79 Illustrations, Sx6}i Inches. 
Cloth, $1.00. 
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An Elementary Treatise for the Use of 

ELECTRICAL ARTISANS AND SCIENCE TEACHERS. 

By J. A. Fleming, M. A., D.Sc, F.R^S. 

Synopsis of Contents. 
Magnetic classification of substances. Electro-magnetism. Mag- 
netic retentivity and coercivity. Structure of a magnet. Substance 
and energy. Physical measurements. Fundamental units. The 
Metric system. The C. G. S. system derived units. A unit mag- 
netic pole. Moment of a magnet, magnetic fields and magnetic 
couples. Magnetic flux. Magnetic reluctivity and reluctance. 
Magnetomotive force. Action of a magnetic field on a magnetic sub- 
stance. Practical measurements of magnetic flux and magnetic 
force. Electric currents and electromotive force. Production of an 
electric current. Practical forms of Voltaic cells. Standard cells. 
Thermo-electric currents. Magneto-electric currents. Measure- 
ment of electric currents. Construction of a tangent galvanometer. 
Definition of the practical unit of current — one ampere. Practical elec- 
trical unit Ohm's law. Faraday's discovery of electro-magnetic 
induction. Ballistro galvanometer. Induced electric currents. 
Mutual inductance. Conductors cutting magnetic flux. Faraday's 
disc. The direction of the induced electro-motive force. Hand 
rule curves. Steinmetz law. Electro-magnets. Lifting power of 
electro-magnets. Construction of electro-magnets for various pur- 
poses. Effect of heat on magnetic properties. Alternating or 
periodic currents. Inductance. Alternating current transformers. 
Transformer distribution. Construction of alternating current trans- 
formers. Induction coil. Electric measuring instruments. Current 
carrying capacity of wire. Alternate current instruments. The 
dynamo. Alternators. Appendix. The measurement of the Earth's 
Horizontal magnetic field strength. 

408 pages, 13s illustrations, i2mo, clothe $ .00 
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A HAND BOOK OF 

]hlectrical Testing, 

By H- R KEMP, MXRE., CR 
Sixth editioriy thoroughly revised and enlarged. 



Note: — In the present edition the author has not only taken advan- 
tage as far as possible of the many friendly suggestions which have 
been made to him for the improvement of the original work, but has 
added a considerable amount of new matter, besides thoroughly 
revising the old. — February ^ igoo. 



CONTENTS OF CHAPTERS. 

I. Simple Testing. 2. Resistance Coils. 3. Galvanometers. 4. 
Shunts. 5. Measurement of Galvanometer Resistance. 6. Measure- 
ment of the Internal Resistance of Batteries. 7. Measurement of 
the Electro-motive Force of Batteries. 8. The Wheatstone Bridge. 
9. Localization of Faults. 10. Keys, Switches, Condensers and 
Batteries. 11. Measurement of Potentials. 12. Measurement of 
Current Strengths. 13. Measurement of Electro static Capacity. 
14. The Thompson Quadrant Electrometer. 15. Measurement of 
High P,e«?i>t<mces. x6. Measurement of Resistances by Potentials. 
17. Localization of Faults by Fall ot I'otentials. iG. Tests, during 
the la3dng of a Cable. 19. Joint-testing. 20. Specific Measurement. 
fli. Corrections for Temperature. 22. Localization of Faults of 
High Resistance. 23. Localization of a Disconnection Fault in a 
Cable. 24. A Method of Localizating Earth Faults. 25. Galvano- 
meter Resistance. 26. Specifications for Manufacture of Cable.— 
Systems of Testing Cable durmg Manufacture. 27. Appendix, 
Index and Numerous Tables. 

VIII+646 pa^8, 238 illnstrations 8vo cloth. $6 001: 
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AUTHORIZED AHBRICAN EDITION OP 

POLYPHASE 
ELECTRIC CURRENTS 

AND 

ALTERNATE-CURRENT MOTORS 

By S. P. THOMPSON, D.Sc, B.A., F.B.S. 

Second and Enlarged Edition, with Twenty-four Colored Illiia- 
trations and Eight Folding Plates, 



Contents of Chapters. 
I. Alternating Currents in General. 
II. Polyphase Currents. 

III. Combination of Polyphase Circuits and Economy of Copper. 

IV. Polyphase Generators. 

V. Examples of Polyphase Generators. 
VI. Structure of Polyphase Motors. 
VII-VIII. Graphic Theory of Polyphase Motors. 
IX. Analytical Theory of Polyphase Motors. 
X. Examples of Modern Polyphase Motors. 
XI. Hints on Design. 
XII. Mechanical Performance of Polyphase Motors. 

XIII. Single-Phase Motors. 

XIV. Polyphase Transformers and Phase Transformation. 
XV. Measurement of Polyphase Power. 

XVI. Polyphase Equipment of Factories. 

XVII. Distribution of Polyphase Currents from Central Stations 
XVIII. Polyphase Electric Railways. 

XIX. Properties of Rotatm^ Magnetic Fields. 
XX. Early Development of the Polyphase Motor. 

Appendix.— I, Alternate Current Calculations : the Symbolic Me- 
thod. II. Schedule of Polyphase Patents. Index List of Plates: — 
I. Two-phase Generator at Chevres. II. Three-phase Inductor 
Alternator. III. Two-phase Motor of Six Horse-power. IV. Three* 
phase Motor of One Hundred Horse-power. V. Three-phase Motor 
of Twenty Horse-power. VI. Core-Disks of Three-Phase Motor. 
VII. Two phase Motor of One Thousand Horse- power. VIII. L^ 
comotive of the Jungfrau Railway. 

goS PasreSf asB I11110M 8TOf Clotli, fs^^ot 
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